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PREFACE 

TO 

THE EIGHTH EDITION. 


The plan of this book is the following* : — The first chapter 
contains a sketch of the steam engine as it existed in the 
time of Watt, together with an account of the ideas then 
prevalent as to the nature of heat, and concludes with a 
summary of some physical properties of steam. The 
second and third chapters are occupied by an investigation 
of the principles of the modern theory of heat in its appli- 
cation to the steam engine. Then comes a chapter on the 
conversion of motion, which deals with certain salient 
points in the mechanism of an engine. The fifth chapter 
is mainly devoted to the expansion of steam, to the action 
of valves, and to the application of Watt’s indicator. The 
sixth chapter treats of boilers and the consumption of fuel. 
The seventh chapter is on compound cylinder engines, 
and is illustrated by some drawings of the engines con- 
structed by Messrs. Maudslay, Sons, and Field for the 
White Star line of mail steamers making the voyage be- 
tween Liverpool and New York. Finally, there is a chapter 
on miscellaneous details, such as steam-engine governors, 
Giffard’s injector, the link motion, modern valve gears, and 
valve diagrams. The part relating to the steam engine 
contains also an Appendix, with a series of examination 
questions and answers. There is in the present edition a 
Supplement on Gas Engines. 

T. M. GOODEVE. 

S Crown Office Row, Temple. 

January^ 1887, 
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CHAPTER I. 

THE STEAM-ENGINE AS VIEWED UNDER A KNOWLEDGE OF 
THE DOCTRINE OF LATENT HEAT. 

This treatise is intended to prepare the way for a complete and 
extended study both of the theory and practice of the steam- 
engine. We premise that there is much introductory matter 
which the student should consider and arrange in his mind 
before he can hope to grapple successfully with the difficult 
questions which occur in practice ; and the mode of treatment 
herein adopted is to be taken, not as something sufficient in 
itself, but rather as an indication of the points wherein existing 
books on the subject may with advantage be supplemented. 
The nature of the work will soon become apparent to those 
who take it as a guide in this particular branch of study. 

It is only within the last thirty years that a knowledge of the 
principles of the mechanical theory of heat has influenced the 
practice of those who are engaged in improving the construction 
of the steam-engine, and in seeking to obtain from it a larger 
amount of useful work with a given expenditure of fuel. The 
student of mechanics will do well to look backward into the history 
of scientific discovery, and he should endeavour to trace the pro- 
gress which has accompanied each successive step in our compre- 
hension of the real nature of that origin of force which we call heat 
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living at the present day, he finds himself face to face with a 
novel conception, which has struggled into life by slow and almost 
insensible degrees, but which appears to be accepted with the 
same degree of confidence as that accorded to Newton's theory of 
universal gravitation. True it is that the new doctrine, which is 
recognised under the name of the dynamical theory of heat, has 
not come upon scientific men in the complete and startling 
manner in which Newton announced his great discovery; but al- 
though its development has been gradual, its applications are 
almost universal, and we are ever finding it a guide to valuable 
results which would probably have remained undiscovered were it 
not that a new impulse had been given to our thoughts. 

This chapter is devoted to an account of the progress of the 
steam-engine, under a perception of the doctrine of latent heat, and 
extends only to the period of Newcomen and Watt, when the state- 
ment that heat was a material substance was almost universally 
accepted as being true. In pursuing still further, through sub- 
sequent chapters, the progress of improvement and discovery, we 
shall gradually develop the application of that mechanical theory 
which has displaced all others, and has become the foundation on 
which the whole fabric of physical knowledge is built up. 

It appears that in the year 1757 Black commenced a course of 
lectures in the University of Glasgow, and at that date the ac- 
cepted opinion on the subject of the liquefaction of any substance 
(say, for example, ice) by the agency of heat was the following ; — 

A certain quantity of heat being competent to raise the tem- 
perature of a mass of ice fi-om 31° F. to 32° F., the same quantity 
of heat would be competent to melt the ice completely and to 
produce an equal weight of water at 33° F. In other words, the 
rise of the thermometer revealed the entrance of heat into the 
melting body, and gave an exact measure of the quantity so 
entering and combining with its substance. 

This was the statement propounded in the schools at the time 
referred to ; and, in respect of congelation, it was supposed that 
the inverse process was a simple undoing of that which had been 
done before, whereby water lost no more heat when passing into 
ice than that indicated by the fall of the thermometer. 

Black was, however of opinion that when a solid substance, 
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sucli as ice, changed into a liquid, it received a much greater 
quantity of heat than that perceptible immediately afterwards by 
the application of a thermometer ; and he performed an experi- 
ment which not only established his conclusion, but also gave him 
a measure of the excess of heat required to cause liquefaction in 
a solid substance. 

black's doctrine of latent heat. 

The object being to estimate the amount of absorption of 
heat into melting ice, and the concealment of it in water. Black 
selected two thin globular glasses, A and B, each about 4 inches 
in diameter, and very nearly of the same weight Into A he 
poured 5 ounces of pure water, which he congealed by a freezing 
mixture of snow and salt, and after allowing the glass to stand for 
a few minutes until the ice inside was beginning to melt and the 
temperature of the surface had risen {in his estimation) to 33° F., 
he suspended A by a slender wire in a large empty hall, the air of 
which remained at a uniform temperature of about 47® F. through- 
out the experiment. 

In like manner he poured into B exactly 5 ounces of water 
previously cooled as nearly as possible to 33° F., and after placing 
a very delicate thermometer therein, he suspended this latter vessel 
at a distance of 18 inches from A. 

At the end of one half-hour the water in B rose to 40® F., but 
it was not until a lapse of ten and a half hours that the water in A 
arrived at the same temperature, and that the whole of the ice 
became practically melted, the residue being a very small spongy 
mass which was disregarded. 

Black reasoned, according to the scientific language of that 
day, somewhat as follows : — The external heat is entering the 
water-glass with a certain celerity whereby it has received 40-33 
or 7 degrees of heat in one half-hour ; the external heat is entering 
j;he ice-glass under similar circumstances, and the heat received by 
the ice-glass in twenty-one half-hours is 21 x (40-33) or 147 degrees. 
This is a quantity of heat which, had it been added to the liquid 
water, would have directly raised its temperature by a correspond- 
ing amount. No part of this heat, however, appears in the water 
except, at the utmost, 40-32 or 8 degrees, and the inference is 
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that the remaining 139 or 140 degrees have been absorbed by the 
melting ice and are concealed in the water into which it has been 
changed. 

The expression ‘ a degree of heat ' was here used as meaning 
that which is properly called a ^ unit of heat* and which cannot be 
defined until the theoiy of heat is explained. The student vvill 
find the whole matter set forth in the second chapter ; at present 
he should regard heat as something measurable as to quantity^ 
although not a material substance, a thing apparently impossible at 
first sight, but hereafter shown to be entirely reasonable. At this 
stage he should be careful to avoid the use of the word * degree ' 
except as applied to temperature. As a general rule, it is wrong 
to estimate quantities of heat by degrees of temperature. 

For a definition of temperature we refer to Mr. Maxwell. 

Def : — The temperature of a body is its thermal state con- 
sidered with reference to its power of communicating heat to other 
bodies. 

For a definition of latent heat take the following : — 

Def : — Latent heat is the quantity of heat which must be com- 
municated to a body in one given state in order to convert it into 
another state without changing its temperature. 

In like manner it was taken for granted that after a body is 
heated up to its vaporific point, nothing further was necessary than 
the addition of a little more heat in order to change it into vapour, 
but Black disproved this notion by a series of experiments, whereof 
one is recorded as having been made on October 4, 1762. 

Into each of two flat-bottomed tin-plate vessels, about 4 or 5 
inches in diameter, he poured the same quantity of water at a tem- 
perature of 50®. The vessels were placed on an iron plate, nearly 
red-hot, under which a fire was burning, and the water in each 
began to boil after an interval of four minutes. In twenty minutes 
more the whole of the water had boiled away ; and since it had 
gained (in the imperfect language of that day) 162 degrees in thq 
first four minutes, or 40^ degrees in one minute, and since the tem- 
perature of the steam was no higher than that of the boiling water, 
the experiment showed that 20x40^ or 810 degrees of heat had 
been absorbed by the water and carried off by the steam. This 
result is not accurate, for the sources of error are numerous, but 
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the experiment induced more careful investigation, and it is now 
generally taken that 966 ‘6 units of heat become latent when one 
pound of boiling water is converted into steam. 

Another illustration is thus described by Black : — 

‘I have put a lump of ice into an equal quantity of water 
heated to the temperature of 176° R, and the result was that the 
fluid was no hotter than water just ready to freeze.^ 

Assuming this to mean that the ice in melting cools the hot 
water down to a temperature of 33® R, we should have 176-33 
or 143 as the number of units of heat on the Fahrenheit scale 
which became latent during the liquefaction of one poimd of ice 
at 32® F. This number expresses the latent heat of liquefaction 
in the case of ice. 

Even at the present day the writers on heat are not in agree- 
ment as to the measure of the latent heat of the liquefaction of ice. 
Tyndall assigns the number 143, Balfour Stewart adopts 142, and 
Maxwell 144, as the number of units of heat on the Fahrenheit scale 
which become latent in the passage of i lb of ice at 32® F. into 
water at the same temperature. 

It appears, therefore, that heat becomes latent when a sub- 
stance undergoes a change of consistence, that is, when it passes 
from a solid into a liquid state, or from a liquid state into one of 
vapour. Hence we speak of the latent heat of fusion, and of the 
latent heat of evaporation. But heat disappears under other 
conditions, as will be explained, and accordingly it becomes neces- 
sary to refer to the disappearance of heat during expansion as 
well as during certain chemical changes. The doctrine of latent 
heat, so far as it is material at present, relates only to the cases 
of liquefaction and evaporation. 

THEORY OF HEAT AT THE TIME OF BLACK. 

In order to prepare the way for the first great discovery in the 
steam-engine, we should carefully consider the view which Black 
himself entertained as to the nature of this thing called heat which 
became latent during the conversion of ice into water or of water 
into steam. 

To us, at the present day, while profiting by the light of the 
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knowledge everywhere existing, it seems incredible that anyone 
who thought on the subject could have seriously entertained any 
doubt but that something capable of being measured as to its 
quantity was really passing from the furnace into the boiler of an 
engine during the whole time that the water was being converted 
into steam. Any such erroneous notion as the measurement ot 
quantities of heat by a thermometer was swept away at once and 
for ever by Black’s experiments ; but nevertheless it is a remark- 
able thing to find that the very men who became the leaders in a 
new advance of scientific research should have embraced theo- 
retical views as to the agency of heat which in their turn barred 
the way to all true progress. 

The doctrine of latent heat was made transparently clear by 
the facts just referred to, but the question as to what heat really 
was received a most unsatisfactory solution. For the present pur- 
pose it is unnecessary to refer to the arguments by which the so- 
called material theory of heat^ or the doctrine of caloric^ was sup- 
ported. 

It may here suffice to state the view entertained by Black and 
those who followed in his steps, viz., that heat is a subtle elastic 
fluid termed caloric^ which surrounds, as by an atmosphere, the 
grosser particles of all material bodies ; the atoms of caloric being 
so much smaller than those of matter, that each material particle 
may be conceived to be surrounded by a large number of them. 
Further, the atoms of caloric have a strong repulsion for each 
other at the same time that they attract the particles of matter. 

In other words, heat is an indestructible, elastic, gaseous fluid, 
which weighs nothing, which insinuates itself into the pores of 
bodies, causing them to expand and dilate, which combines with 
bodies so as to become latent when they pass from a solid to a 
liquid state, or from a liquid into a vapour, and which reappears 
when the passage is reversed. Just as certain gases are absorbed 
and become fixed in bodies, so this subtle fluid of heat enters into ^ 
every form of matter, and causes repulsion by reason of the 
property that its own particles are self-repulsive and not attrac- 
tive. In this way the repulsion due to Ae heat fluid separates 
the particles of ice till it becomes water, and still further drives 
asunder the particles of water till it passes off as steam or vapour. 
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At the time of Watt, when the advantage of using high-pressure 
steam came to be discussed, the absorption of heat in generating 
steam was thus regarded, and it was said : ‘ Highly elastic steam 
requires as much more heat for its formation as it is more elastic; 
for it is, in fact, only a greater quantity of heat and water crpwded 
into a smaller space. Hence, any greater power that it possesses 
will be obtained by a proportionately greater expenditure of heat' 
The conception that heat was a fluid received all possible 
adornment at the hands of mathematicians, as in Kelland's theory 
of heat, A.D. 1837, which was a text-book at Cambridge down to 
the year 1849, or even later. In this work the statement on the 
first page is that ^ the popular (probably the correct) idea attached 
to heat or caloric is that of a subtle fluid emanating from hot 
bodies and entering between the particles of colder ones.' 


savery's engine. 

Art. I. We pass on to review the invention of steam-engines as 
preceding and accompanying the discovery of the doctrine of latent 
heat, and we prefer to begin with an account of the invention of a 
steam-engine which was the subject of letters patent, bearing date 
July 25, 1698, and granted to Thomas Savery. An account of 
this ‘ engine to raise water by fire ' was set forth by the inventor in 
a treatise called ‘ The Miner's Friend/ A cheap reprint of the 
paper, together with facsimile copies of Savery's drawings, can be 
obtained at the Patent Office. 

In a letter addressed to the ^ Gentlemen Adventurers in the Mines 
of England ' the patentee says that he should never have pretended 
to any invention by the old causes of motion, buv that he ‘ had 
happily found out this new, but yet much stronger and cheaper, 
force or cause of motion than any before made use of,* Then 
he points out the advantages of the new method, and makes one 
^observation which gives an idea of mechanical construction at that 
time : ‘ As for pump-making, that part of the trade will be much 
improved by my engine, for I must use board and timber for 
pipes, and have considerable employment for pump makers and 
carpenters for timber used about my engine. . . . For my design 
is not in the least to prejudice the artificers, or, indeed, any other 
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sort of people by this invention, which on the contrary is intended 
for the benefit and advantage of mankind in general.' 

Coming after the discovery of the law of atmospheric pressure, 
Savery's engine was based on the principle of the barometer, the 
action being that water was forced upwards into an empty receiver 
by atmospheric pressure, and was afterwards carried to an ad- 
ditional height by the pressure of steam. 

The arrangement and operation of its working parts will be 
understood from an inspection of fig. i, which is a diagram show- 
ing the principle of the engine without giving the details of its 
construction. Steam is generated in a boiler a, and passes into a 
receiver b, which communicates with a pipe h k leading from 
some water below the level of the apparatus to a reservoir overhead. 
At E and d are two clack valves, each opening upwards, and f is 
a tap for throwing cold water on the receiver. 



Fig. I. 


The action is the following : — The stopcock c, which admits 
steam from the boiler into the receiver, is opened, and the rush of 
steam expels the air from b by driving it upwards through e. Then 
F is opened and c closed, while a jet of cold water is allowed to 
play upon the outside of b, thereby condensing the steam to a 
great extent and lowering the pressure of the vapour in b. The 
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pressure of the external air at h presently forces a quantity of 
water up the pipe h and through the valve d, whereby the receiver 
becomes nearly filled with water. Steam is again admitted into 
the receiver and forces out its contents through the valve e. The 
tap F is opened with the same result as before, and the action is 
renewed, A drawing which shows the general appearance of the 
engine and the mode of applying it to the draining of a mine, is 
to be found in ^ The Miner’s Friend.’ There are two receivers, 
each similar to b, the object being to force water out of one vessel 
while the other is being filled, and thus to render the flow con - 
tinuous. The boilers and receivers stand upon a stage which ap- 
pears to be some 20 or 25 feet above the level of the water, while 
the height of the overflow may be 30 or 40 feet above the boilers. 

A trial of Savery’s engine, as made at Manchester in 1774, is 
recorded by Smeaton. 

The receiver was a cylinder, 2 feet in diameter and 7 feet high. 
The engine delivered water at a height of 19 feet above the surface 
of a well, and made strokes per minute, each stroke filling the 
receiver to a height of 6 feet. The work done was the raising of 
i8| cubic feet of water per stroke through a height of 19 feet, 
which was equivalent to raising 136 cubic feet per minute to the 
same height The consumption of coal was 32 cwt in 24 hours, 
or about if bushels of 84 lbs. per hour. Each bushel of coals 
would therefore raise about 5^ millions of pounds through one 
foot. This is less than one-tenth part of the work performed by 
a modem pumping-engine. 

The loss of heat was enormous. First, there was the conden- 
sation of a quantity of steam, consequent upon its coming in 
contact with the cold water about to be driven out by it No 
doubt this action would speedily come to an end, because a layer 
at a boiling temperature would form upon the surface, and the 
bad conducting power of water would prevent this layer from 
extending to any depth, but in the mean time a considerable waste 
of heat took place. And secondly, during the expulsion of the 
contents of the receiver additional surfaces of cold metal would 
, be continually presented which would cause condensation, the 
t^eat so absorbed being entirely wasted. The principal defect, 
namely, the alternate heating and cooling of the receiver, remained 
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tmcorrected and clung to the engine through all subsequent stages 
of modification and improvement until the invention of a separate 
condenser in the year 1769. 

THE PRESSURE OF STEAM FROM WATER BOILING IN THE OPEN 
AIR IS EQUAL TO THE PRESSURE OF THE ATMOSPHERE. 

2. There are many simple experiments for showing that the 
pressure of steam from water boiling in an open vessel is equal to 
the pressure of the atmosphere. 

1. — K cylindrical vessel with flat ends, made of tin-plate, 
say 5 inches in diameter and 10 inches long, has a stopcock fitted 
at the top. A small quantity of water is poured into the cylinder, 
and made to boil by the heat of a lamp. As soon as steam issues 
freely firom the stopcock, the tap is closed and the vessel is ex- 
posed to a jet of cold water ; this condenses the steam, whereby 
a partial vacuum is formed within the vessel, and the atmospheric 
pressure causes its sides to collapse and to flatten together witli 
considerable violence. 

The explanation is that the steam displaces and drives out 
the air — ^just as it cleared the air from the receiver b in the 
Savery engine — but supplies a pressure undistinguishable from 
that of the atmosphere, which pressure continues until conden- 
sation takes place. 

2. — ^Another experiment, very easy of performance, gives the 
young student an insight into some fundamental properties of 
steam. 

A glass flask,, #i#^^bout 4 inches in diameter, is partly filled with 
^ ^ water and placed over the flame of a lamp. 

c D is a bent glass tube, one leg of which is 
open and passes through a cork in the neck 
of the vessel, while the other terminates in a 
fine orifice and dips into a beaker of cold 
water. 

Firsty let the open end of the tube in a 
be raised above the level of the water. 

On applying heat, bubbles of air continue 
to escape into b ; this shows the expansion 
of air by heat as well as the displacement of it by the vapour of 
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water. The bubbling of the air in b goes on until the water has 
been boiling some little time, the steam which is carried over with 
the air being condensed in the tube itself ; but presently no more 
air escapes and a loud cracking noise indicates the escape and 
condensation of the steam at the orifice. 

The next thing to be noticed is the rise of temperature of the 
water in b. It may easily be arranged that the water in b shall be 
caused to boil by the condensation of the issuing steam, and then 
we have the water boiling in both vessels. This result was 
observed by Watt and caused him to consult with his friend Dr. 
Black as to the correct explanation of it. 

Secondly^ press the tube further into a until the end dips below 
the level of the water, and remove the beaker. It will now be 
seen that the water rises up the tube and begins to travel along 
c D. By withdrawing the lamp and again applying it, the end of 
the column of water may be made to move to and fro along c d, 
thereby indicating the delicacy of balance between the pressure of 
the steam in a and the pressure of the atmosphere outside the 
vessel. 

Finally, replace the beaker, and the w^ater can be passed from 
B to A or from a to b at pleasure. 

savery’s engine inadequate for draining mines. 

3. In considering the practical working of Saveiys engine it is 
necessary to remember that although water could be raised through 
a height of 20 feet or thereabouts into the receiver by simple 
atmospheric pressure, there would still remain the task of forcing 
it to the top of the mine, and for this purpose a supply of steam 
would be required at a pressure proportionate to the height of the 
column of water lifted, every additional 33 feet of water demand- 
ing an increased pressine of 15 lbs. on the square inch, which 
again would require to be supplemented to the amount of 3 or 4 lbs. 
in the boiler in order to overcome loss by cooling, condensation, 
and friction. 

The main obstacle to the application of the apparatus on a 
large scale would be found in the boiler. How was a vessel to 
be constructed which should support with safety an internal burst- 
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ing pressure some two or three times greater than that of the 
atmosphere? The practical difficulties connected with the con- 
struction and form of boilers will be discussed in a separate chapter, 
and here it may suffice to refer to Mr. Bramwell (‘ Lectures on the 
Steam-Engine *), who remarks ; — ‘ It is by no means surprising that 
the mechanical skill and appliances of that time were unable to 
cope with the demands made upon them, and that pipes, joints, 
and cocks leaked and gave way,' whereby it became impossible to 
make a good working engine for mines. 

A pumping apparatus on Savery's principle was thus inadequate 
to the wants of mining engineers, and the problem of adapting the 
power of steam to the lifting of water through considerable heights 
yet remained open for solution. It was speedily mastered by the 
inventive genius of Newcomen, whose engine, improved and altered 
and remodelled by Watt, has yet remained to the present day as 
the representative type of a single-acting pumping engine. 


Newcomen's invention of the atmospheric engine. 

4. It appears that about the year 1710, Thomas Newcomen, 
ironmonger, and John Cawley, glazier, of Dartmouth, in the county 
of Devonshire (whose names are associated as the makers of the 
first engine which worked a pump), made several experiments in 
private, and in the year 1712 put up at Wolverhampton an engine 
which acted successfully. The progress made was very rapid, 
and it is recorded tliat in the year 1737 there was a pumping 
engine of the Newcomen construction working a succession of 
pumps each 7 inches in diameter and 24 feet apart, and making 
6 feet strokes at the rate of 15 per minute, whereby water was 
pumped from cistern to cistern throughout the whole length of a 
shaft 267. feet deep, by steam at or near the atmospheric pressure. 
Nothing can show more clearly the remarkable character of 
Newcomen's invention than a statement of these numbers, but it 
remains to set forth the exact principle as discovered and applied. 

It would seem that improvements connected with the steam- 
engine have followed closely upon those made in connection with 
enquiries into the nature and properties of air. As pointed out 
by Mr. Scott Russell in his excellent work on the steam-engine, 
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5avery^s idea was nothing more than an application of the discovery 
rf the law of atmospheric pressure; and in like manner Newcomen 
might well have been a pupil of Otto von Guericke, and might 
[lave claimed merely to have put to a practical use one of the 
earliest experiments on the power of an air-pump. As a matter 
of fact it is very probable that Newcomen worked out the problem 
quite independently of any previous knowledge of what had been 
done by Otto von Guericke, but in collating the history of inven- 
tions it is impossible to lose sight of the various steps made in one 
common direction. The most striking early experiment with the 
air-pump was the cohesion of two hemispheres known as the 
Magdeburg hemispheres, but there was another illustration nearly 
as remarkable, which was the following : — 

A vessel of copper made truly cylindrical was fitted with a 
piston 8 inches in diameter, which allowed no air to leak round it. 
The piston was attached to a rope passing over a pulley above the 
cylinder and carried on one side so as to run over a second pulley 
before being attached to a heavy weight. When the trial began 
the weight was on the ground, and the piston was at the top of 
the cylinder. A boy then pumped out the air from the bottom of 
the cylinder by means of an air-pump, and the result was that the 
pressure of the external atmosphere on the movable piston forced 
it down and lifted the weight. 

The work here done by the air-pump could be accomplished 
equally well by steam. The exhaustion of the cylinder might be 
effected by a jet of steam, which would displace the air within, 
and supply a pressure equal to that of the atmosphere. Upon 
condensing the steam the cylinder would be exhausted even more 
completely than by the mechanical action of an air-pump, and the 
piston would be forced down just as in the previous experiment. 

Instead, however, of lifting a weight by a chain passing over a 
pulley, Newcomen employed a beam and gave us the type of 
modem beam engines. The object in view was to pump water 
(Tut of a mine, and the arrangement for doing it was to hang the 
pump rods at one end of a strong beam centred on its middle . 
point, and to hang the piston of a steam cylinder at the other end 
of the beam. The condensation of steam in the space below the 
piston produced a vacuum, and the piston was forced downwards 
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by the pressure of the atmosphere. The descent of the piston at 
one end of the beam caused the rise of the pump rods at the other 
end, and thus the atmosphere was continually exerting a mighty 
force in pulling down one end of the beam against the drag of the 
pump rods. As soon as steam was readmitted under the piston 
the pressures on its upper and under surfaces were balanced, 
whereby the weight of the pump rods caused them to descend and 
carried the piston to the top of the cylinder. This was the general 
plan of the engine, and it is said that a beam was indispensable, 
for there was at that time no special machinery for boring out 
cylinders, and the packing of a piston so as to make it steam-tight 
was most easily effected by a layer of water lying on the top 
thereof. In order to use this water-packing the cylinder was of 
necessity vertical, and the pumps did their work as the piston de- 
scended. It will be seen that the leakage would be trifling during 
the ascent of the piston, at which lime the pressure of the steam 
balanced that of the atmosphere, and that on the descent of the 
piston or during the condensation, the leakage might be consider- 
able, but it would do no harm but rather good, as the water passing 
into the cylinder would help to condense the steam. A story is 
told to the effect that in putting up his first engine, Newcomen in- 
tended to condense the steam by dashing cold water on the out- 
side of the cylinder, and was surprised to find the engine make 
several strokes and very quick together ; on searching he found 
that the piston leaked so much as to allow a quantity of cold 
water to pass to the inside of the cylinder, and thereby to condense 
the steam. This led to the use of a jet condenser as it is called, 
that is, a jet of cold water thrown in a spray into the interior of 
the cylinder itself. 

DESCRIPTION OF NEWCOMEN^S ENGINE. 

5. The general arrangement of Newcomen's engine is shown 
in the diagram. A piston p, movable in the steam cylinder \ 
was attached by a chain to one segmental end of the working 
beam, the pump rods r being hung by a chain at the other end. 
The boiler b was directly under the cylinder, and a plate or 
regulator valve . k admitted the steam thereto. Towards the 
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bottom of the cylinder was a small pipe terminating in a dack 
valve D, called a snifting valve, which opened upwards. A pipe 
E F leading to a cistern of water overhead was fitted with an 
injection-cock e, and there was an eduction or waste pipe l m ter- 
minating in a small cistern, and having at its end a dack valve m 
immersed in water and opening upwards. The drawing also 
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shows a vertical rod h g, called a plug rod, which was employed 
for working the valves, but no attempt is made to indicate the 
manner in which the connections were made. There was also a 
small pump t which raised water into the dstem above F, the pipe 
connecting t with the cistern not being shown. 

The weight of the pump rods was greater than that of the 
piston, and acted as a counterpoise to keep it at the top of the 
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cylinder unless brought down by external pressure. In order to 
work the engine, the pressure of the steam in the boiler should be 
at least i lb. per square inch in excess of that of the atmosphere, 
and the reservoir should be several feet (usually lo to 12) above 
the bottom of the cylinder, whereby a strong jet of injection 
water would be thrown in. The piston being, as above stated, 
at the top of the cylinder, the steam regulator k was opened and 
the entering steam cleared out all air from the space a, and drove 
it through the valve D. The injection-cock e was then opened, 
whereby the injection water entered the cylinder, slowly at first, 
but with great force afterwards, as the condensation went on and 
the pressure of the enclosed vapour was reduced to ^ or J that of 
the air outside. The injection-cock was provided with a hammer 
weight to ensure its opening quickly. The condensation of the 
steam took away the pressure from the lower surface of the piston, 
and there being nothing to balance the pressure of the atmosphere 
on its upper surface, the piston descended and lifted the pump 
rods together with the column of water resting upon the buckets. 
In this way the down stroke of the piston, technically called the 
‘ indoor stroke^ was completed. 

The ascent of the piston in making the return or ^ outdoor * 
stroke was effected by closing the injection-cock e, and opening 
the regulator k so as to admit a fresh supply of steam. The 
waste injection water at the bottom of the cylinder would cause 
some loss of the entering steam, but it would soon be expelled 
through the eduction pipe. The pressure on the lower surface of 
the piston would be at first a little greater, and afterwards about 
equal to that of the atmosphere, and hence the weight of the 
pump rods would carry the piston to the top of the cylinder. 
The injection-cock would then be opened and the action would 
go on as before. 

6. The following example of the working of a small Newco- 
men's engine is given by Farey, and demonstrates its superiority 
over Savery's contrivance. It is said that the original engine p«t 
up at Wolverhampton had a cylinder 23 inches in diameter with 
a 6 feet stroke, and made 15 strokes per minute when worked by 
hand, or 12 strokes when made self-acting, and the dimensions 
now about to be given are nearly identical with these. 
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Exampi^. — Diameter of cylinder=24 inches, area=4S2 square 
inches. 

Pressure of atmosphere =i4| lbs. 

Pressure of residual vapour in cylinder at temperature of 
140° F. to 160® F.=4 lbs. suppose. 

effective pressure on piston=io| lbs. 

Here the pump was of 8-inch bore, and the lift 54 yards in 
perpendicular height, whence weight of column of water=3,535 lbs. 

Taking the pressure on piston at 7*8 lbs., we have 452 x 7*8 
6=3,525, and therefore a pressure of 7*8 lbs. will about balance 
the weight of the water lifted, leaving the difference to raise the 
counterpoise and overcome the friction of the engine. 

Let the stroke of the piston be 5 feet, and the number of 
strokes 15 per minute. 

Work done=3535 x 75 foot-pounds=265,i25 foot-pounds. 

Adopting Watt’s estimate that a horse can raise 33,00*0 lbs. 
through one foot in one minute, we have the horse-power of the 
engine 

= — g nearly. 

33>ooo 

Also the quantity of water raised per minute is equal to 26*1 
cubic feet, which is 1,566 cubic feet per hour. 

7. A singular fact is observed in the working of the engine, 
namely, that at the beginning of the ‘ indoor ’ stroke the cylinder 
is heaved upwards with a jerk. In a large engine the weight of 
the cylinder will not counterpoise this upward action, and accord- 
ingly massive beams are built into the wall of the engine-house 
in order to hold the cylinder securely in position. 

The lifting of the cylinder is caused by the immediate con- 
densation of steam when the injection water is first admitted, and 
affords a remarkable illustration of the rapidity with which the 
steam loses its elastic force in the presence of a colder body. 
The pressure is instantaneously relieved, but there is a small 
iitferval of time, probably from ^ to ^ a second, before the inertia 
of the pump rods and of the water column is overcome, and the 
piston begins to move. During that interval the pressure of the 
atmosphere on the piston and on the base of the cylinder tends 
to bring them together, and whichever can move first will do sa 

c 
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Usually it is the piston which moves, but during the small interval 
while the piston is held immovable by the inertia of the pump 
rods, the cylinder would be pressed up to meet the piston unless 
it were restrained, and hence the necessity of the precaution 
referred to. 

As regards the height of the cistern for the supply of injection 
water, it was usually 12 feet for an engine of 6 feet stroke, but 
was raised, in some of the largest engines, to 24 or 36 feet. 

8. The construction of the Newcomen engine was greatly 
improved by Smeaton, who designed and erected an engine for 
the Chase-Water mine, in Cornwall, which had a cylinder of 72 
inches in diameter, with a 9 feet stroke, and worked up to 76 
horse-power. 

The whole structure was on an unexampled scale at that time, 
and it may be interesting to point to one or two matters of detail 
Thus the cylinder weighed 4 tons 16 cwt, and was 10 J feet long. 
The piston was in the form of a flat circular dish 66 inches in dia- 
meter and inch thick, the edge of the dish being raised so as to 
form a vertical rim 5 inches high. Underneath the iron dish was 
a planking of wood 2^ inches thick, bolted on by a number of 
bolts, and forming the actual steamtight packing. The planking 
was surrounded by a hoop of iron inch thick and 2^ inches 
broad. There were three columns of pumps, each 16 J inches in 
diameter, and 17 fathoms in length, making a total lift of 51 
fathoms. The weight of the column of water in the pumps was 
estimated at 14 tons. The load on the piston was 7| lbs. per 
square inch. The great beam was 27 feet in length, and was 
made up by bolting together 20 balks of timber, the four nearest 
the central line being 12 inches square, and the remainder being 
6 by 12 inches. There were three boilers, each 15 feet in dia- 
meter. 

This was the last effort on a system then about to pass away. 
The engine was set up in 1775, no less than six years after the 
date of Watt’s patent ; and we are told that ‘ when erected it ^ 
the most powerful machine in existence. It worked for a few 
years, and was then altered by Mr. Watt to his improved system, 
which soon after superseded all the atmospheric engines in 
Cornwall, where fuel is veiy expensive, and the mines very deep.’ 



Watts Expci^iments. 


19 


watt’s experiments while repairing the GLASGOW MODEL 

9, It now becomes necessary to enter upon a brief account of 
the great invention connected with the steam engine, and in doing 
so it may be convenient to refer to the illustration in the frontispiece. 
The engraving is from a photograph showing the present condition 
of the celebrated model of Newcomen’s engine, which forms one 
of the principal mechanical treasures preserved in Scotland, and 
which was exhibited at South Kensington in the Loan Collection 
of 1876, with the following label attached to it : — ‘ In 1765, James 
Watt, in working to repair this model belonging to the Natural 
Philosophy class in the University of Glasgow, made the discovery 
of a separate condenser which has identified his name with the 
steam-engine.* 

We have an account of the progress of the discovery to which 
the mind of Watt was now directed in the language of the inventor 
himself, and a very brief abstract is here given, partly in his own 
words. Watt says : — ‘ I set about repairing the engine as a mere 
mechanician, and when that was done and it was set to work, I 
was surprised to find that the boiler could not supply it with 
steam, though apparently quite large enough ; the cylinder of the 
model being 2 inches in diameter and 6 inches stroke, and the 
boiler about 9 inches in diameter.* 

Such small models of engines often work very indifferently, 
and Watt’s next observation was that the engine required an 
enormous quantity of injection water, though but lightly loaded 
by the column of water in the pump. 

He considered that the waste of steam was caused by the fact 
that the little cylinder exposed a greater surface for condensation 
in proportion to its contents than would be found in the cylinder 
of a large engine. Then he thought that ‘the cylinder of the 
model, being of brass, would conduct heat much better than the 
ca^t-iron cylinders of large engines (generally covered on the 
inside with a strong crust), and that considerable advantage could 
be gained by making the cylinders of some substance that would 
receive and give out heat slowly.’ 

He next tried a wooden cylinder, well soaked in oil and baked 
to diyness, but it soon became apparent that the material was 

c 2 
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unsuitable, and that the proportion of steam condensed on ad- 
mission into the cylinder still exceeded that observable in large 
engines. He found also that any attempt to produce a better 
exhaustion by throwing in more injection water caused only a 
greater waste of steam. On reflection, he attributed some part of 
the difficulty to the boiling of water in vacuo at low heats, a dis- 
covery then recently made by Dr. Cullen, whereby the water in 
the cylinder would produce a steam, capable in part, of resisting 
the pressure of the atmosphere. 

Watt was then led to experiment as to the temperature of 
water boiling under pressures greater than that of the atmosphere, 
from which it appeared ‘ that when the heats proceeded in an 
arithmetical, the elasticities proceeded in some geometrical ratio.' 

Being now led to examine the bulk of steam which could be 
obtained from a given quantity of water boiling under atmospheric 
pressure, Watt made the following experiment : — ‘ Into a Florence 
flask capable of holding 17^ oz. of water, he poured i oz. of 
distilled water, and fitted a glass tube into the flask by a steam- 
tight joint made by packthread and putty.' He goes on to say ; — 
‘When the flask was set upright, the end of the tube reached 
nearly to the surface of the water, and in that position the whole 
was placed in a tin reflecting oven befor e a fire, until the water 
was wholly evaporated, which happened in about an hour, and 
might have been done sooner had I not wished the heat not 
much to exceed that of boiling water. As the air in the flask was 
heavier than the steam, the latter ascended to the top, and expelled 
the air through the tube. When the water was all evaporated, 
the oven and flask were removed and a blast of cold air was 
directed against one side of the flask to collect the condensed 
steam in one place.' Then he weighed the flask with these con- 
densed globules in it, again heated the flask and dried it by blow- 
ing air into it with a bellows, and found the weight of the water 
to be rather more than 4 grains (estimated at 4^ grains). Also 
the flask held 17J oz. of water, or 8,220 grains. From these 
numbers it was apparent that the volume of steam was about 
1,900 times that of the boiling water from which it was generated. 

Allowing for sources of error in the estimation, Watt appears 
to have considered that i cubic inch of water at 212® F. formed 
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1 cubic foot of steam at 212® R, and at the atmospheric pressure. 
Both estimates are too large, and Mr. Maxwell gives 1,650 as 
representing approximately the number of cubic inches of steam 
at 212® R obtained from i cubic inch of water at its temperature 
of greatest density, viz., 39*1® R 

The next experiment was of great practical value : — K glass 
tube being bent at a right angle, one end was inserted horizontally 
into the spout of a tea-kettle and the other end was turned dovm- 
wards into a vessel containing a known quantity of cold water 
taken from a well The temperature of the water is not re- 
corded. 

Steam from the kettle was passed into the water until it began 
to boil, and the weight which it had then gained was found to 
be ^ part of the original weight Watt inferred that water when 
converted into steam can heat about 6 times its own weight of 
well-water to 212° F., or till it can condense no more steam, and 
he goes on to say : ‘ Being struck with tliis remarkable fact, and 
not understanding the reason for it, I mentioned the matter to 
my friend Dr. Black, who then first explained to me the doctrine 
of latent heat On reflecting further, I perceived that, in order 
to make the best use of steam, it was necessary first that the 
cylinder should be maintained always as hot as the steam which 
entered it ; and secondly, that when the steam was condensed, 
the water of which it was composed, and the injection itself, 
should be cooled down to 100® F., or lower, where that was 
possible. The means of accomplishing these points did not im- 
mediately present themselves; but early in 1765 it occurred to 
me that if a communication were opened between a cylinder 
containing steam and another vessel which was exhausted of air 
and other fluids, the steam, as an elastic fluid, would immediately 
rush into the empty vessel, and continue so to do until it had 
established an equilibrium ; and that if that vessel were kept very 
cool by an injection or otherwise, more steam would continue to 
enter until the whole was condensed.* Then Watt proposed to 
employ a pump to extract both tlie air and the water from this 
second vessel, which formed the separate condenser of the improved 
steam-engine. 

Other improvements * followed as corollaries in quick succes- 
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ion.* Thus water packing was inadmissible, for if any water 
entered into a partially exhausted and hot cylinder, it would boil 
and prevent the production of a vacuum. This defect he proposed 
to remedy by employing wax, tallow, or other grease to lubricate 
and keep the piston tight. Then he saw that the open mouth of 
the cylinder would admit air and cool the interior thereof, and 
he therefore proposed to * put an air- tight cover upon the cylinder 
with a hole and stuffing box for the piston to slide through, and 
to admit steam above the piston to act upon it instead of the 
atmosphere.* There still remained the cooling of the cylinder by 
the external air, and this he remedied by the use of an external 
cylinder containing steam (now called a steam-jacket) surrounded 
by another of wood, or of some other non-conducting substance. 


watt’s patent of 1769 

10. Having thus pursued the train of thought developed in 
carrying out the invention of a separate condenser, it may be use- 
ful to turn to the specification of the patent granted on January 5 
1769 to James Watt (No. 913) for ‘a new invented method of 
lessening the consumption of steam and fuel in fire-engines.* The 
document commences with an unfortunate sentence, viz. ; — 

‘ My method of lessening the consumption of steam, and con- 
sequently fuel, in fire engines consists in the principles,' 

Now it is a maxim of the law that there cannot be a patent for 
a principle, and accordingly the property in an invention which 
revolutionised the mechanical industry of the whole world was 
nearly shipwrecked on the technical objection that the method 
claimed was a principle and not a manufacture ; and it was only 
after a long struggle that the question was determined in favour of 
the inventor. The Court of Common Pleas was unable to arrive 
at any decision, but the objection was finally disposed of by the 
strong common sense of Lord Kenyon, C.J., who observed : — * I 
have no doubt in saying that this is a patent for a manufacturt, 
which I understand to be something made by the hands of man.* 
An account of the proceedings in Boulton and Watt v. Bull, and 
in Homblower v, Boulton, is given in an ‘ Abstract of Paten^ Cases,* 
by the author of the present treatise. 
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Hie specification goes on to describe the invention of the 
separatecondenser, and shows the sense in which the principle 
has been employed, as follows : — 

^ First That vessel in which the powers of steam are to be 
employed to work the engine, which is called the cylinder in 
common fire-engines, and which I call the steam vessel, must, 
during the whole time the engine is at work, be kept as hot as the 
steam which enters it 

* I. By enclosing it in a case of wood or other materials they 
transmit heat slowly. 

‘ 2. By surrounding it with steam or other heated bodies. 

‘ 3. By suffering neither water nor any other substance colder 
than steam to enter or touch it during that time. 

‘ Secondly. In those engines that are to be worked wholly or 
partially by condensation of steam, the steam is to be condensed 
in vessels distinct from the cylinders, though occasionally com- 
municating with tliem. These vessels I call condensers^ and whilst 
the engines are working they ought to be kept as cool as the air 
in the neighbourhood by the application of water or other cold 
bodies. 

‘ Thirdly. Whatever air or other elastic vapour is not condensed 
by the cold .of the condenser is to be drawn out of the steam 
vessels or condensers by means of pumps wrought by the engines 
themselves or otherwise.* 

The remainder of the specification is not important for the 
present purpose except towards the end, where the patentee states : 
— * Instead of using water to render the piston or other parts of 
the engines air and steam tight, I employ oils, wax, resinous bodies, 
fat of animals, quicksilver or other metals in their fluid state.^ 

There was no drawing annexed to the specification, and in this 
respect the description was imperfect. 

II. It appears that in Watt*s first experimental model the con- 
denser consisted of two small pipes of thin tin-plate, each about 
If inches long, connected at their upper ends with the steam 
cylinder and at their lower ends with a common suction pump ; 
the tubes and pump being wholly immersed in a vessel of cold 
water. This would now be called surface condensation. 

It further appears that the pipe condenser was afterwards 
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changed for an empty vessel, generally of a cylindrical shape, into 
which an injection of cold water played in the form of a jet, and 
the air-pump was enlarged in consequence of there being more 
water and air to extract This is a jet condenser. 

Watt says that ‘ the change was made because, in order to 
procure a surface sufficiently extensive to condense the steam of a 
large engine, the pipe condenser would require to be very volumi- 
nous, and because the bad water with which engines are frequently 
supplied would crust over the thin plates and prevent their con^ 
veying the heat sufficiently quickly/ 

Portions of some such apparatus as that here referred to are to 
be found among the collection of Watt's models now preserved at 
South Kensington. 

12. The annexed drawing approaches closely to the form of 
one of the early pumping engines with a separate condenser, and 
it is introduced in order to show that a steam-jacket was an 
essential portion of the steam cylinder. Here, as in Newcomen's 
engine, the piston and pump rods were suspended by chains from 
the working beam, and the work done by the steam was that of 
lifting a weight When the engine was at rest the piston remained 
at the top of the cylinder. 

The drawing shows a steam pipe s opening into a jacket or 
steam casing which surrounds the cylinder a, and which provides 
that a supply of steam shall always press down upon the upper 
surface of the piston p. The cylinder is now completely closed 
in, and accordingly the piston rod passes through a steam-tight 
box and packing at k, the construction of which will be explained 
in Chapter V., to which we refer for all such details. At the bottom 
of the cylinder is an eduction pipe leading into the condenser c, 
and there are two valves, e and d, the valve e opening into the 
eduction passage from the steam casing and the valve d being in 
the pipe itself. There is also an injection orifice for admitting 
cold water into the condenser, a foot valve r for preventing the 
return of any water or air after it has been drawn out therefroui, 
and an air-pump q for removing from the condenser the water and 
air which are continually accumulating. At the top of the air-pump 
chamber there is a valve n (called a delivery valve), which opens 
into a reservoir or hot well, intended to receive the water that 
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has been warmed by condensation of the steam, and from which 
the supply for the boiler is continually being drawn. There is also 
a blow-off valve l, or valve opening outwards from the condenser, 
which corresponds to the sniffing valve in Newcomen's engine. 

In setting the engine in motion the first thing to be done is to 
clear all the air from the lower part of the steam cylinder and con- 
denser, which is effected by allowing the steam to pass freely through 
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the condenser and to escape at the blow-off valve. The air being 
expelled, the engine can begin to move. The equilibrium valve e 
is closed, the eduction valve d remains open, and the injection 
cock is opened ; a jet of cold water now rushes into the condenser 
and creates a partial vacuum, the steam from below the piston flows 
into the condenser and is converted into water, whereupon the pres- 
sure ofthe boiler steam on the upper surface of the piston carries it 
down a n d raises the pump rods. When the piston reaches the 
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bottom of the cylinder the eduction valve is closed as well as the 
injection orifice, and the equilibrium valve is opened, thereby per- 
mitting the steam from the boiler to flow freely into the space below 
the piston. This equalises the pressure on both surfaces, and the 
weight of the counterpoise or of the pump rods carries the piston 
again to the top of the cylinder just as in the case of Newcomen's 
engine. All this time the air-pump is at work, removing water or 
air from the condenser, and sending it through the delivery valve 
into the hot well. 

The principle being that nothing colder than steam shall enter 
the cylinder during the working of the engine, the air which pressed 
down the piston in the atmospheric engine is replaced by steam 
at a pressure equal to or a little above that of the atmosphere. 
The function of the equilibrium valve is to allow steam to pass 
underneath the piston, and the condensation takes place in a 
separate vessel, The early commentators on Watt's engine (Dr. 
Robison, for example), speak with interest of the fact that ‘ the 
cylinder may be allowed to remain hot ; nay, boiling hot, and yet 
the condensation may be completely performed.* The reason that 
this happens will be better understood when the properties of a 
vapour are discussed, but the instantaneous fall of pressure in the 
steam can hardly be accounted for without reference to the modem 
theory of the constitution of gases. 

13. In the form above described, the engine should be regarded 
as a Newcomen’s engine with steam instead of air acting upon the 
piston, and provided with a separate condenser. But a material 
change was soon introduced, for it was seen that many advantages 
would arise from cutting off the free communication between the 
boiler and the top of the piston by means of a third valve capable 
of regulating both the periods of admission and cut off of the 
steam in the upper part of the cylinder. At the present time three 
valves, viz. a steam valve, an equilibrium valve, and an eduction 
valve, are always to be found in a single-acting pumping engine 
of Watt's construction, and as a matter of precaution a fourth 
valve, or steam regulator, is interposed just on the boiler side of 
the steam valve, being kept permanently open while the engine is 
at work. 

The drawing shows the arrangement of the three principal 
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valves in a single-acting engine of the early construction ; s is the 
steam valve which admits steam from the boiler, e the equilibrium 
valve, D the eduction valve which opens or closes the passage to 
the condenser. 

The action is the following : — As before, the piston being at 
the top of the cylinder, and the air being blown out of the cylinder, 
condenser, and steam passages, the valves s 
and D are opened, and e is closed. At the 
same time a jet of cold water is admitted into 
the condenser, whereby the steam which has 
displaced the air in the interior of the engine 
is condensed and a partial vacuum is formed 
below the piston, the result being that the 
steam above the piston forces it down and 
raises the pump rods. When the piston 
reaches the bottom of the cylinder s and D 
are closed and e is opened, whereupon tlie 
steam which drove the piston down circulates 
freely on both sides of it, neither assisting 
nor retarding its motion, and the weight of 
the pump rods or counterpoise drags the 
piston to the top of the cylinder. The 
double movement is thus completed, and it 
will be seen that s is an independent valve which can be closed at 
any period of the stroke. 

It should be noted that the method of representing the valves 
is conventional, the object being to indicate their operation, but 
not their construction. 



GENERAL ARRANGEMENT OF THE WORKING PARTS IN WATl'^S 
SINGLE-ACTING PUMPING ENGINE. 

14. The drawing on p. 28 is inserted in order that the general 
aifangement of the engine may be placed before, the student. 
It is taken from one of the series of lecture diagrams published 
by Messrs. Chapman and Hall in connection with the Science 
and Art Department, and gives a fair idea of the respective *work- 
ing parts. The beam is the first thing to notice as an example 
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of construction, for it is put together with a due regard to me- 
chanical principles, and presents a striking contrast to the beam 
which appears in early drawings of Newcomen^s engine. 
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The beam of a modem pumping engine is, of course, no longer 
a trussed wooden beam, but it is made either of cast or wrought 
iron. By way of comparison we may refer to an example to be 
found in a pumping engine at the Clay Cross Colliery, which has 
a cylinder 84 inches in diameter, with a stroke of 10 feet, and 
raises water from a depth of 420 feet. Here the beam is of 
wrought iron, formed by two massive slabs placed side by side, 
each 2 inches thick, and 7 feet i inch deep at the middle, but 
tapering to 3 feet 4 inches at each end. The full length of the 
beam is 36^ feet, and when the several parts are all put together, 
with a strong cast-iron centre piece for supporting the gudgeons, 
it weighs about 33 tons. 

In our drawing the pump terminates suddenly in a cistern of 
water, but the intention is not to follow out what is done literally, 
and the pumps at Clay Cross are combined lifting and forcing 
pumps, the water being lifted through 150 feet, and forced up the 
remaining 270 feet by a plunger. 

The valves in Watt’s engine are worked by toothed sectors 
engaging with racks, a method which is represented in a drawing 
given in Chapter V. The operation of the valves is the same 
now as formerly, their construction being the only thing that has 
been varied ; and at Clay Cross the steam valve is 14 inches in 
diameter, while the equilibrium and eduction valves are re- 
spectively 12 and 18 inches in diameter. Except in matters of 
detail there is no essential difference between an early example 
of Watt’s single-acting engine and the Cornish pumping engine of 
the present day. 


TH^ EXPANSION OF STEAM. WATT’S PATENT OF 1 782. 

15. Referring back to Article 13, where it is stated that s is an 
independent valve which can be closed at any period of the stroke 
of the piston, we have now to consider the consequences of closing 
the valve s when some portion only, say or of the stroke, has 
been completed. Under such circumstances the engine is said 
to work expansively. 

There was no such thing as the expansion of steam, either in 
Newcomen’s engine or in Watt’s earliest engine with a steam- 
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jacket fully open to the cylinder. In the atmospheric engine the 
function of the steam was merely to oppose a force which should 
continuously balance the pressure of the external air, and the 
work was done while the steam was being exhausted and not 
while it was in action. In the engine with a separate condenser 
the case was different, for the steam did the work and everything 
was ready for expansion as soon as provision was made for it by 
the introduction of a separate valve. But without a cut-oflf valve 
there would of course be no expansive woiking. 

It appears that as early as 1776 Watt made experiments on 
the expansion of steam, and about that time he altered an engine 
at the Soho Works so as to test the result of an early cut-off. Other 
trials succeeded, but it was not until the year 1782 that Watt took 
out his patent for ‘ certain new improvements upon steam or fire- 
engines for raising water, and other mechanical purposes,' and 
gave a demonstration of the economy due to expansion. 

The specification (No. 1,321) stated : — 

‘ My first new improvement in steam or fire-engines consists in 
admitting steam into the cylinders or steam vessels of the engine 
only during some part or portion of the descent or ascent of the 
piston of the said cylinder, and using the elastic forces wherewith 
the said steam expands itself in proceeding to occupy larger spaces 
as the acting powers on the piston through the other parts or 
portions of the length of the stroke of the said piston.’ 

In other words, the steam-valve remains open until some definite 
portion of the stroke of the piston has been completed, and is 
closed during the remainder of the stroke. 

In order to comprehend the effect produced we must refer to 
a law discovered by Robert Boyle in 1662, and subsequently veri- 
fied by Marriotte. It is known as Boyle’s or Marriotte’s law, and 
is often termed the first law of the expansion of gases. 

boyle’s law, 

16. The law may be stated as follows: — The pressure of a 
portion of gas at a constant temperature varies inversely as the 
space it occupies. 

In order to verify this statement roughly by experiment we 
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refer to a simple apparatus consisting of two pieces of strong glass 
tube A B, c D, each about i inch internal diameter, and having their 
ends secured in a small metal box, f, provided with a stopcock. 
The tube ab is open at the top, and is a little more than 35 inches 
in length, while the shorter leg is somewhat over 10 inches long, 
and is provided with a cap closed by a screw-plug. A board having 
a scale graduated to inches carries the tubes, the zero of the scale 
being a little above the box, and the graduation for 10 inches 
marking the bottom of the plug, so that the space from o to xo is 
a definite measured length of the tube c d. 

The plug at d being imscrewed so that air can enter, a little 
mercury is poured in at b, and the cock f serves to withdraw any 
excess and to bring the level of the mercury to the 
zero of the scale. Then D is closed and mercury 
is introduced slowly at b imtil the level in a b 
is 30 inches in excess of that in c d. Supposing 
the barometer to mark 30 inches at the time of 
the experiment, it will now be found that the level 
of the mercury in cd is 5 inches. That is, the 
air in c D is compressed into half its volume by a 
pressure of two atmospheres. In this way the law 
may be approximately verified ; and the important 
thing to be noticed is that it does not hold unless the 
temperature of the enclosed air remains imchanged. 

This is an imperative condition. 

JVbfe, — Since the pressure of a portion of gas at a 
constant temperature varies inversely as its volume, 
and since the density of the same portion also varies 
inversely as its volume, it follows that the pressure of 
a portion of gas varies directly as its density. 

It is stated by Mr. Maxwell that this law ‘ is not 
perfectly fulfilled by any actual gas. It is very nearly 
fulfilled by those gases which we are not able to con- 
dense into liquids ; * and moreover, that when a gas is 
about to pass by condensation into a liquid form ‘ the density - 
increases more rapidly than the pressure.' 

In the year 1829 MM. Dulong and Arago carried the experi- 
ment above described to an extreme degree, for the tube a b was 
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elongated until the pressure of the compressed air reached 27 
atmospheres. These experimenters failed to detect any deviation 
from Ae law laid down by Boyle and Marriotte. 

BOYLE^S LAW REPRESENTED 6Y A CURVE. 

17. The application of Boyle’s law to the expansive working 
of steam will be made more clear if we deal with a substance, such 
as air, having the same elastic properties, but which does not pass 
into liquid in the same manner. 

Suppose the case of a cylinder with a circular base, partly filled 
with compressed air, and having a 
piston capable of moving along it 
without friction. 

Take o oy at right angles to each 
other, and let o x represent a line along 
which volumes are measured, called a 
line of volumes^ and oy a line along 
which pressures are measured, or a 
line of pressures. Starting with a vo- 
lume of air enclosed in the space e a, 
it is evident that the travel of the pis- 

j I II I vol. ton represents the increase of volume 

O mn li X ^ 1 * enclosed air. Also, if a r be 

the pressure of the air in e a, the line 
B s will represent the pressure in e b, under the condition that 

B s v ol. ea o A 

A R vol. E B OB 

If a sufficient number of lines corresponding to b s be drawn 
the curve R s may be set out, and will present to the eye a series 
of changes of pressure and volume made in accordance with Boyle’s 
law. But since the pressure of the enclosed air varies inversely 
as its volume, it follows that the product of the numbers repre- 
senting its volume and pressure is a constant quantity. 

That is, if o A = Z', A R = p. we have the equation 
^ 2; = a constant, 

as an analytical representation of Boyle’s law. It is known that 
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the equation 0 a x a R==a constant, represents that particular curve 
called an hyperbola, which may be a section of a right cone made 
by a plane parallel to its axis, the cone being of such dimensions 
that its asymi)totes are at right angles to each other. Hence the 
curve R s is an hyperbola. In Chapter IV. the mode of repre- 
senting a curve by an equation is explained. 

The fundamental property of the curve of expansion, accord- 
ing to Boyle^s law, is, as we have stated, that the temperature re- 
mains constant, and accordingly a name has been adopted for the 
curve which recalls at once to the mind this fact of uniformity of 
temperature. It is common to speak of it as an isothermal curve. 
The term is derived from two Greek words, and signifies a curve 
of equal temperature. 


DIAGRAM OF WORK DONE DURING EXPANSION. 

18. The geometrical method of treating the subject of the 
expansion of a gas possesses another advantage, viz., that the 
work done by the enclosed air in forcing the piston from a to b 
is represented by the area a r s b. 

Conceive that the air in the cylinder expands from a volume 
o A and pressure a r to another volume o B and pressure b s, and 
let it be required to represent the work done during this expan- 
sion by a diagram, the temperature of the air being supposed not 
to change during the expansion. (Hereafter we shall see that this 
wiU not happen unless heat is supplied artificially.) Take r, s, two 
points in the curve R s very near to each other, and draw rm, sn 
perpendicular to ox, and suppose that the pressure of the air does 
not change sensibly during its expansion from volume om io 
volume o n. 

Since the space moved through by the piston is directly pro- 
portiond to the increase of volume, it follows that the rectangle 
s m, which is the product of the pressure r m and the volume m n, 
is^also the product of the pressure rtn and the space described 
by the piston in traversing m n ; that is, the rectangle s m represents 
work done by the air upon the piston in moving it through the 
space mn. And the same is true for each small element of the 
motion. But the limit of the sum of all such rectangles is the whole 

o 
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Area a it sib; therefore arsb represents the work done by the 
air upon the piston in expanding from volume o a to volume o b. 

THE DIAGRAM OF WORK DONE DURING EXPANSION. WATT* S 
PATENT OF 1782 (continued), 

19, The description of the invention of expansive working 
will now be readily understood. The drawing is copied from the 
specification of the patent, and presents the first published example 
of the diagram of energy as applied to a steam-engine. 

The cylinder is described as being perfectly closed in at the 
upper and lower ends, the piston p being accurately fitted to the 

cylinder so that it can easily slide up 
and down without suffering any steam 
to pass. The piston rod passes 
through an opening in the cover, 
which is made air and steam tight by 
a collar of oakum well greased, and 
contained in the box o. Near the 
top of the cylinder there is a pipe 
E to admit steam from a boiler. The 
whole cylinder is enclosed in a case 
M, M, containing steam, and there are 
also cases n, n, containing steam at 
the two ends thereof. 

The available length of the cy- 
linder being subdivided into twenty 
equal parts, numbered i, 2 ... 20, 
steam at the atmospheric pressure 
(say 14 lbs. on the square inch) is 
admitted freely, while the piston 
travels over five divisions, and is then 
shut off. Hence, at division ro the 
pressure will have fallen to x 14 ^bs. 
or 7 lbs. At division 15 it will be 
^ X 14 lbs., or 4I lbs., and at division 
to it will be J X 14 lbs. or 3^ lbs. 

Watt here assumes that Boyle’s law applies strictly to the 
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Expansion of steam. Further, the vertical divisions represent 
the travel of the piston, and the horizontal lines represent the 
pressure of the steam. The subdivisions of the steam pressure 
are noted on the diagram exacdy as Watt estimated them, but 
are omitted here for want of space. They are . — 

I, I, I, I, I, *83, 711, *625, *555, -500, * 454 , *417, *385, *357, 
*333, *312, *294, *277, -262, -250. 

Then each of these numbers representing the steam pressures 
at the respective points i, 2, 3 . . . 20, is supposed to remain 
constant during the passage from one division to the next in order, 
and is multiplied into the number i representing the space tra- 
velled over by the piston, and in that way a series of rectangles 
are obtained, each of which is an area representing work done. 
The addition of all the rectangles would give an area a very little 
less than that of the true diagram of work, that is, of the diagram 
set out, one side of which is the curved line in the sketch. 

The sum of all the 20 numbers enumerated is 11*562, which, 
divided by 20, gives *578, or approximately *57, as the mean 
pressure of the steam during the stroke. 

But is greater than i, and the conclusion follows in these 
words : — ‘ Whereby it appears that only \ of the steam necessary 
to fill the whole cylinder is employed, and that the effect produced 
is equal to more than of the effect which would have been 
produced by one whole cylinder full of steam, if it had been 
permitted to enter freely above the piston during the whole length 
of its descent* 

By this explanation Watt showed conclusively that the direct 
result of expansive working was to obtain an increased amount 
of work by the consumption of a given quantity of steam. 

But the principle cannot be carried to any extreme degree, 
for the increase in the size of the cylinder, and the inequality in 
the pressure on the piston would soon present formidable difficul- 
ties. It will be necessary to recur to this subject after some 
pBeliminary enquiry into the principle of heat engines. Not only 
is expansive working a source of direct economy, but it is valuable 
also as a regulator, that is to say, it enables an engine to put forth 
variable amounts of power without the necessity of a permanent 
alteration in the pressure of the boiler steam, 

p 2 
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It is imp9rtant to observe that in the drawing of the specificar' 
tion the cylinder has a steam-jacket surrounding its ends as well 
as its sides. The proposition in the original patent was that the 
cylinder should be kept as hot as the steam which entered it, and 
Watt was too good an engineer to enter upon a discussion as to 
the behaviour of steam when admitted into the cylinder at a total 
pressure of 14 lbs. per square inch, and at the same time to show 
the cylinder entirely unprotected from the cold of surrounding 
bodies. The true value of the steam-jacket will be understood 
after the next two chapters have been examined, but it may be 
permitted to say that it is imfortunate that the teaching of the 
great master should have been so soon disregarded by those who 
came after him — for example, Tredgold, in his large work on the 
steam-engine, enters into an elaborate attack upon the steam- 
jacket, which he sums up as follows : — ‘ I hope this will be suffi- 
cient to establish the truth, that the steam-case is a useless addi- 
tion to the expense of an engine.^ This was before practical men 
had taken account of the conversion of heat into work. 


THE DOUBLE-ACTING ENGINE. WATT'S PATENT OF 1 7 82 {continued^, 

20. In order to adapt the steam-engine for driving machinery 
much yet remains to be done. Something must be known of the 
first principles of the conversion of motion before the problem 
can be fully grasped, and at present it may suffice to refer to 
a double-acting engine as set forth in the patent (No. 1321). 

Watt says : — ‘ My second improvement upon steam or fire- 
engines consists in employing the elastic power of the steam to 
force the piston upwards, and also to press it downwards alter- 
nately, by making a vacuum above or below the piston respectively, 
and at the same time emplo)ring the steam to act upon the piston 
in that end, or exerted upon the piston only in one direction, 
whether upwards or downwards,* 

The object here is to allow the steam to enter on one sideoof 
the piston, while the other side is in free communication with the 
condenser. For this purpose there are four valve chests, viz. at 
A, c, B, and F. In each chest there is a valve opening upwards, 
and between the valves a and c there is a passage leading to the 
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top of the cylinder, while between b and f there is a passage 
leading to the bottom of the cylinder. The steam-pipe kad b 



Fig. 10. 


enables steam to enter either the top or bottom of the cylinder, 
according as the valve a or the valve b is lifted from its seat. In 
like manner by opening the valve c, the top of the cylinder is 
freely open to the condenser by means of the pipe c E F h ; and 
by opening f the bottom of the cylinder also opens to the 
exhaust. Thus, in the working of the engine a is opened for 
steam and f for exhaust, whereupon the piston descends ; other- 
wise B is opened for steam and c for exhaust, and the piston rises. 

hornblower’s patent of 1781. 

21. There can be no question as to the fact that Watt invented 
the expansive working of steam, but, technically, he does not 
stand first in the records of the Patent Office, for he was antici- 
pated by a patent of Homblower for a single-acting pumping 
engine which dates from the year 1781. 

The specification of this patent (No. 1,298) is a mere statement 
of what is to be done, and rather publishes an idea than an in- 
vention. The patentee says ; — 
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* I. I use two vessels, in which the steam is to act, and which 
in other steam-engines are generally called cylinders. 

* 2. I employ the steam after it has acted in the first vessel, to 
operate a second time in the other, by permitting it to expand 
itself, which I do by connecting the vessels together, and forming 
proper channels and apertures, whereby the steam shall occasion- 
ally go in and out of the said vessels. 

*3. I condense the steam by causing it to pass in contact with 
metalline surfaces while water is applied to the opposite side.* 

We can obtain no further information from the specification, 



and the mode of carrying out the improvement is therefore 
taken from other sources, the sketch given being a mere lecture 
diagram* 

The engine is single-acting, and works with a separate con- 
denser, after the method invented by Watt The valves a, c, 
and E are open while b and d are closed, whereby steam from the 
boiler is entering the small cylinder h, and is also escaping from 
below the piston into the larger cylinder k, while steam from 
below K is passing into the condenser. The result is that both 
pistons descend together. When they arrive at the end of their 
respective strokes the valves a, c, and e are closed while the 
equilibrium valves b and d are opened, and the pressure of the 
steam is thus equalised on both surfaces of each piston, which is 
all that is required for performing the up stroke. 

It will be noticed that the cylinders are of unequal length, the 
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reason being that the piston rods are attached to the same work- 
ing beam, and that the small, or high-pressure cylinder, is nearer 
to the centre of motion of the beam. 

watt’s invention of the indicator. 

22. In giving evidence before a parliamentary committee in 
1829, Mr. Farey mentioned that Watt had been the first to invent 
and apply to steam-engines an instrument called an indicator^ with 
the object of determining the amount of plenum and vacuum 
formed on either side of the piston of an engine during the work, 
and further that Watt himself had kept the invention in the com- 
plete and perfect form which was essential to its successful use 
a profound secret for many years. Mr. Farey also said : — ‘ An 
instrument fell into my hands in Russia, where it had been made by 
some of the people sent out from England with Mr. Watt’s steam- 
engines. On my return to England I made one, and also showed 
several other engineers how to make such for themselves, and since 
that time every one of those persons has very greatly improved 
his practice by the light it has enabled him to throw upon the 
operation of steam in an engine.’ 

In an appendix by Mr. Watt to Dr. Robison’s ‘ Mechanical 
Philosophy,’ it is stated that although a barometer serves very well 
for ascertaining the degree of exhaustion in the condenser of an 
engine, it is quite unsuited for testing the degree of pressure or 
exhaustion in the steam cylinder on account of the vibrations to 
which the mercury would be subjected by the rapid fluctuations 
which take place. Then Watt proceeds to describe his invention 
of an indicator^ or instrument for observing the changes of pressure 
of the steam or vapour in the cylinder of an engine. 

A cylinder, about i inch in diameter and 6 inches long, ex- 
ceedingly truly bored, has a solid piston accurately fitted to it, so 
as to slide easily by the help of some oil ; the stem of the piston 
b?ing guided in the direction of the axis of the cylinder, so that it 
may not be subject to jam or cause friction in any part of its 
motion. The bottom of this cylinder has a cock and small pipe 
joined to it, which, having a conical end, may be inserted in a hole 
drilled in the cylinder of the engine near one of its ends, so that 
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by opening the cock a communication may be effected between the 
inside of the cylinder and the indicator. There is also a frame with 
a steel spring attached to it by one end, the other end being 
fastened to the piston. The cylinder is open to the atmosphere at 
the top, and the piston remains at rest when the steam pressure is 
equal to that of the atmosphere, but rises or falls as the pressure 
becomes greater or less than the air pressure. The amount of the 
rise or fall will be determined by the strength of the spring, which 
must be tested, and a graduated scale together with an index at the 
end of the piston serves for measuring pressures. 

The account here set forth appears to be all that Watt made 
public, and it leaves the instrument in an unfinished state. If, how- 
ever, the index at the end of the piston be replaced by a pencil, 
and a board carrying a sheet of paper be caused to move to and 
fro underneath the pencil with a motion identical with that of the 
piston of the engine but on a diminished scale, the direction of 
motion of the pencil being vertical and that of the board being 
horizontal, it will be found that the pencil traces upon the paper 
a closed curve, which is Watfs diagram of work. 

The instrument is shown in the drawing, which is copied from 

a sketch of early date, and is not 
very correct in proportion. It is 
screwed into an opening made 
in the cylinder at one end, where- 
by the steam passes through the 
cock K into the lower end of the 
cylinder, and presses upwards 
against the piston p. The piston 
rod carries a pencil R which traces 
out the diagram on a board mo- 
ving to and fro horizontally in 
the frame a b c D. When the 
pressure of the steam balances 
that of the external atmosphere 
the piston is at rest, the spring 
being in its normal position and 
exerting no force to resist either 
extension or compression. If, in this state of things, the sliding 
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board be moved to and fro, the pencil will trace the horizontal 
line E F, technically called the atmospheric line. Whereas, if the 
pressure of the steam (or uncondensed vapour below the piston) 
be either greater or less than that of the atmosphere the pencil 
will rise or fall, and the curve (which is a rough copy of the diagram 
of work) will be the result of combining the motion of the pencil 
with the to and fro movement of the board. The string passing 
upwards round the pulley on ad is attached to some moving 
part of the mechanism in such a manner that the motion of the 
board shall reproduce that of the main piston, but reduced until 
the travel is limited to the breadth e f. A weight is fastened 
to a second string in order to produce the return movement of 
the board. 

Hereafter it will be explained that the curve traced out by the 
indicator pencil gives more than a mere measure of the actual per- 
formance of the engine, and that it enables us to clear up many 
obscure points connected with the construction and action of the 
working parts. 


THE PROPERTIES OF A VAPOUR. 

23. It is difficult, in writing a book of this kind, to treat every 
subject in a perfectly logical order. Strictly speakmg we ought 
to begin with a complete series of definitions and experiments, 
and suppose nothing to be known until it has been explained in 
due course. If this method were adopted the chapters might gain 
in methodical arrangement but they would be intolerably dull, and 
it seems preferable to assume a general acquaintance with things 
which every reader would know, and to enter upon a more 
complete examination at any particular stage where it would be 
useful. 

Recurring to the properties of the vapour of water, we remark 
that water gives off vapour at all temperatures, whether in a liquid 
or frozen state, and that the vapour, being a gas, has that property 
of indefinite expansion which characterises gases. It follows that 
if a small quantity of vapour be formed in a closed vessel, however 
large, it will at once expand so as to fill the whole of it, and will 
exert a pressure against the enclosing surface. 
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There are two cases to be considered — 

1. When the vapour is in contact with the generating liquid. 

2. When it is entirely separated therefrom. 

A simple experiment may be arranged for giving some insight 

into the behaviour of vapour when in contact with the generating 
liquid. 

I, Take a barometer tube, say about 33 inches long, and 
closed at one end. Fill it with clean mercury, which may be done 
by pouring in mercury nearly to the level of the open end, closing 
the end with the finger and then passing the large bubble of air two 
or three times up and down the tube. This removes all the minute 
bubbles of air which adhere to the glass, and mercury may be added 
up to about ^ an inch from the open end \ then fill this empty space 
with bisulpliide of carbon (a very volatile liquid), and invert the 
tube in a deep well of clean mercury, as shown in the 
diagram. The bisulphide of carbon will rise to the top 
of the tube, vapour will form in the empty space above 
the mercury, and will, by its pressure, drive down the 
column of mercury so as to shorten it considerably as 
compared with the column in an ordinary mercurial 
barometer. We have accordingly a small layer of 
liquid lying on the top of the mercury and several 
inches of apparently empty space above the liquid. 

A singular result may now be exhibited. Depress 
the tube by the finger so as to sink it in the well, or 
cause it to rise higher, when it will be found that the 
height of the column a p remains absolutely constant. 
If the tube be raised quickly the liquid begins to boil, 
fresh vapour is formed instantly, and the pressure 
Fig. 13. is kept at a constant intensity. On the other hand, a 
portion of the vapour passes into the liquid state when the space 
which it fills is contracted, and nothing will alter permanently the 
height of the mercurial column except a permanent change in the 
temperature of the liquid and of the tube. 

Another experiment is instructive, as illustrating the action of 
vapour in the condenser of an engine. A glass receiver, H, from 
4 to 5 inches in diameter, with a wide neck, has a cork fitted into 
it^ through which three small tubes are passed. One tube, a b c, 
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is a bent barometer tube about 36 inches long and dipping into a 
vessel of mercury at c. Another is a tube, fitted with a stopcock, 
and terminating in a small glass cap, d. The third tube, E r, is 
connected with an air-pump. 

On pumping out air from the receiver 
we have an illustration of the barometer 
gauge of a condenser. The pressure of ^ 
the air in h is diminished in the same 
proportion as that in which the mercury 
rises in b c, and by comparison with an 
ordinary barometer the exact degree of 
exhaustion can be estimated. Thus, if 
the top of the scale was marked 30 inches 
and the mercuiy stood at 25 inches, it 
would be said that the pressure of the air 
in H was competent to support 5 inches of 
mercury. In common parlance that is 
called a vacuum of 5 inches, a phrase not 
very correctly adopted. Pour now some 
ether into d, and open the stopcock just 
enough to allow the pressure of the ex- 
ternal air to force a little of the liquid into 
the receiver. In an instant vapour is 
formed and the mercury drops through 
several inches. The vapour of ether may i 4 - 

be then pumped out, and the mercury will rise as before, but it 
may be again as suddenly depressed by the admission of a fresh 
supply of ether. 



The rapidity with which vapour forms in vacuo is strikingly 
shown by these experiments, the results of which are in strict 
accordance with the known laws which regulate the behaviour 
of a vapour when in contact with the generating liquid, viz. : — 

I. Vapour exerts pressure. 

*2. Vapour forms with great rapidity in an empty space, though 
slowly in air. 

3. The pressure of a vapour rises as you exalt its temperature 

4. The further formation of vapour is arrested by the pressure 
of the vapour already formed. 
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5. If the temperature be given, reduction of volume causes 
fiquefection, leaving the pressure unaltered. 

6. If the volume be given, reduction of temperature causes 
liquefaction. 

24. When a vapour is formed in a closed space, and is in contact 
with the generating liquid, it is said to be saturated. That is the 
technical word for expressing its physical condition when just 
ready to yield some portion of liquid on the smallest increase of 
pressure or reduction of temperature. Thus steam at 212® F 
exerts a pressure equal to that of the atmosphere, and is called 
saturated steam^ the condition being that it is taken direct from 
the boiler without being separated at a lower temperature and 
heated up to 212® F. by subsequent treatment. 

If it were so heated it would approach the condition of a 
permanent gas, and would be called superheated steam. The two 
extreme cases are those of a saturated vapour and a so-called 
permanent gas. The experiment gives an example of the former ; 
thus the vapour of bisulphide of carbon becomes in part liquefied 
rather than support an additional pressure of one or two inches of 
mercury. There is one gas which is ordinarily permanent, but 
may be liquefied by pressure without difficulty, viz., carbonic acid, 
and its properties have been investigated in a systematic manner 
by Dr. Andrews. 


ISOTHERMAL LINE FOR A VAPOUR. 


25. The behaviour of a vapour when near the point of 


saturation may be studied by 



Fig. 15. 


the aid of a diagram. Conceive 
that a mass of vapour exists at 
a volume o n, and pressure R n, 
its temperature being above that 
at which condensation would 
begin. Conceive also that its 
temperature remains constant 
during any changes of volume 
and pressure through which it is 
about to pass. According to 


Boyle^s law the expansion or contraction of the vapour, so long 
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as it possesses the properties of a gas, will be given by the curved 
line P R, Suppose, further, that when the pressure is increased to 
p M liquefaction begins. At this point reduction of volume may 
go on, but the pressure cannot be increased, and the way to express 
that fact geometrically is to carry the line p s in a direction parallel 
to o ^ ; the result being that the ‘ isothennal ' is no longer curved 
throughout, but suddenly passes into a straight line at the point 
of saturation. 

experimental determination of vapour pressure. 

26. Let us now examine the methods adopted for ascertaining 
the pressure of the vapour of water at different temperatures, both 
above and below 212° F. 

The earliest accepted authority on this subject is Dalton, who 
published his results in the * Memoirs * of the Lit. and Phil. Soc., 
Manchester, in 1802 (vol. v. page 551). 

It appears, however, that Watt had obtained approximate 
results as to the vapour pressure of water while working out his 
discovery, and that his mode of experimenting was substantially 
that adopted by Dalton. 

The paper in the Manchester ‘ Memoirs ' begins with some 
prefatory observations on the remarkable increase observed in 
the elastic force of a vapour when heat is applied directly to the 
generating liquid ; — 

‘ By increasing the temperature of any gas a proportionate 
increase of elasticity ensues ; but when the temperature of a liquid 
is increased the force of vapour from it is increased with amazing 
rapidity, the increments of elasticity forming a kind of geometrical 
progress bn to the arithmetical increments of heat. Thus the 
ratio of the elastic force of atmospheric air at 32° to that at 212° 
is nearly 5 to 7, but the ratio of the force of aqueous vapour 
proceeding from water of 32° and 212° is as i to 150 nearly.* 

This striking fact being pointed out, Dalton goes on to 
describe his experiments, and states that he introduced a very 
• little water into the inside of a barometer filled with mercury, 
leaving a layer of ^ or inch of water upon the top of the 
mercurial column. The upper part of the tube was then enclosed 
in a larger glass tube, 2 inches in diameter and 14 inches long, by 
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means of two perforated corks which formed the top and bottom 
of a water chamber or hot bath enveloping the whole of the upper 
portion of the barometer tube, and wherein the water was 
maintained at a fixed temperature by means of a lamp. The 
vapour enclosed in the top of the barometer as well as the 
generating layer of liquid thus became heated at a constant tem- 
perature, and the depression of the column of mercury as com- 
pared with the column in a standard barometer showed the 
amount of pressure exerted by the saturated vapour. 

In this way Dalton had ‘water as high as 155® F.’ surround- 
ing the vapour tube. For higher temperatures up to 212® F. he 
modified the apparatus, and employed a tin tube 4 inches in 
diameter as a casing for the bath ; also the observation was made 
with a siphon barometer having two parallel legs, whereof one was 
enclosed in the bath, and the reading of the mercury in the leg 
outside the tin tube gave the required depression of the column as 
due to the pressure of the vapour. 

27. Dr. W. A. Miller gives the following table of the pressures 
of the vapours of several liquids estimated in inches of mercury. 
Thus it appears that at 50° F. the vapour of bisulphide of carbon 
will depress the mercurial column through 7 '846 inches, a fact 
which is apparent when trying the experiment described in Art. 23. 


Tempera- 
ture F. 

Ether 

Bisulphide 
of carbon 

Water 

Alcohol 

Oil of 
turpentine 

— 4 

2725 

— 

•036 




14 

4'3S6 

3*110 

*082 

•256 

— 

32 

7-146 

5-008 

•182 

•501 

•082 

50 

11*278 

7 846 

•361 

-948 

*090 

68 

17*117 

11-740 

•686 

1-732 

•168 

104 

35*971 

24-310 

2*168 

3-159 

•460 

140 

68*121 

4371 

5-874 

13-776 

1*058 

176 

116*03 

79-94 

13-998 

32*00 

2 408 

212 

193*72 

130-75 

30*00 

66*33 

5*310 


We have seen that the condenser of a steam-engine has- for 
its object the complete discharge of all steam from the working 
cylinder after it has done its work in propelling the piston. The 
degree of completeness with which this is effected will depend 
entirely on the temperature of the water after condensation, and 
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the table of pressures of the vapour of water shows at a glance 
what may be done. If ice at 32® F. were converted by the waste 
steam into water at 32° F, the pressure of the vapour left in the 
cylinder would fall to i inch of mercury. The temperature of 
the condensing water is, however, commonly no® F., giving off 
vapour capable of supporting a pressure of 2^ inches of mercury. 
If a smaller quantity of condensing water be used it will be raised 
to a proportionately higher temperature, and a less perfect con- 
densation will be effected. At 212® F. the object of the condenser 
would be entirely frustrated. 


THE TEMPERATURE OF HIGH PRESSURE STEAM RISES WITH 
ITS PRESSURE. 


28. It is well known that when water is confined in a closed 
vessel and heated, the pressure of the vapour formed therein con- 
tinually increases. The precise temperature of the vapour which 
corresponds with any assigned pressure has been a subject of care- 
ful enquiry, and an apparatus called a Marcet’s boiler has been 


designed for exhibiting the relation to a class. It is 
in a form which forbids any exact determination, but 
the student may contrast it with the arrangement 
employed by Regnault, and described in Art. 29. 

The apparatus consists of a small boiler, provided 
with a thermometer and a mercurial pressure gauge. 
The drawing shows the boiler containing a small 
quantity of mercury covered by a layer of water rest- 
ing upon it. The mercury is intended for filling the 
pressure gauge, which is a piece of barometer tube, 
c D, open at both ends, and passing down nearly to 
tlie bottom of the boiler, ef is a thermometer 
about 20 inches in length, whose graduations begin 
at 130 and go on to 250. A large thermometer is 
chosen, in order that its graduations may be seen at 
a distance, h is a pipe provided with a stopcock. 



Fio. 16. 


On applying heat to the boiler by a Bunsen burner or a 
spirit lamp the temperature soon rises above 212® F., and some 
mercuiy will ascend the tube, by reason that the pressure of the 
enclosed vapour becomes greater than that of the external air 
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The height of the column of mercury denotes the pressure of 
the vapour, and the corresponding temperature given by the 
thermometer may be observed ; thus at 230® F. we should find 
the column at a height of about 12^ ins., and so on. The effect of 
opening the stopcock should be noticed ; for, with a little care, it 
is easy to keep a small jet of steam blowing off without any fall in 
temperature or pressure, just as in the case of the boiler of a 
working engine, whereas, if the stopcock be fully and suddenly 
opened, the pressure and temperature drop at once, and the mer- 
cury in the thermometer very quickly falls to 212® F. 

regnault’s experiments for determining the pressure of 

THE VAPOUR OF WATER. 

29. The methods above described have been improved upon 
by Regnault, who has published a complete series of observations 
of the pressure of the vapour of water, ranging 
from - 32® C. as far as 230® C. 

For temperatures below o® C. a special ap- 
paratus is required, a description of which is 
beyond the scope of this book, while for tem- 
peratures ranging from o® C. to 50® C. the 
apparatus shown in fig. 17, which closely re- 
sembles that of Dalton, has sufficed. 

Two barometer tubes, corresponding to 
those of Dalton, stand side by side in the 
same vessel of mercury. The tube a is a 
common barometer, and the tube b is also a 
barometer, but with a small layer of water 
resting on the top of the mercury. I'he upper portions of both 
tubes are enclosed in a metal cylindrical vessel, filled with water, 
and provided with a glass window. The water in this vessel 
is heated by a lamp, and is agitated so as to keep the tempera- 
ture uniform throughout, while the depression of the mercury in b 
is noted by comparison with the column in a, the difference in 
altitude of the two columns giving the amount of vapour pressure 
at the temperature of the observation. 

For temperatures above 50® C. an apparatus has been con- 
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crived involving a special principle. The idea carried out has 
been to subject the water to the pressure of an artificial atmo- 
sphere capable of being regulated and measured with extreme 
nicety. The mercurial gauge no longer dips into the boiler, but a 
separate receiver connected with a pump is employed for produc- 
ing an artificial pressure on the surface of the heated water. 




Fig. i8. 



1. There is a boiler, a, placed over a furnace, and fitted with 
four thermometers for ascertaining the temperature. 

2. A condensing tube, b, is inclined upwards at an angle, and 
is surrounded by an envelope of cold water. Any steam issuing 
from the boiler would condense in this tube and drain back again. 

3. A globular reservoir of air, c, is enclosed in a vessel of cold 
water, and is maintained at a constant pressure, either greater or 
less than that of the external air, by means of a compressing or 
exhausting pump. This reservoir has a free passage through B 
into the boiler, and forms the atmosphere under the pressure of 
which the vapour is generated. 

4. A measuring instrument of special construction is used for 
determining the pressure of the air in c, and is capable of being 
read to a pressure of twenty-seven atmospheres. In the drawing a 
mercurial siphon gauge serves to exhibit the nature of the measure- 

s 
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ment, which is the same in principle to whatever extent it m%y be 
carried. 

By this apparatus Regnault was enabled to measure accurately 
the temperature of the vapour, and at the same time to preserve a 
nearly constant artificial pressure upon the surface of the water in 
the boiler. 

Note , — Hitherto the term ‘pressure' has been used in its 
ordinary sense, but the word has a technical meaning, and is used 
to denote the pressure in pounds on a square inch of surface. 
When we say that the pressure of steam in a boiler is thirty 
pounds, we mean that the pressure of the enclosed gas on each 
square inch of the surface of the shell is thirty pounds. 

We append a few results of the pressures of the vapour of 
water estimated in inches of mercury at the sea level at Afferent 
temperatures on Fahrenheit's scale, the place of observation being 
in latitude 53® 21'. Our authority is Mr. Balfour Stewart, and the 
numbers are, no doubt, of a high degree of accuracy : — 


Temperature 

Fahrenheit 

Pressure in inches 
of mercury 

Temperature 

Fahrenheit 

Pressure in inches 
of mercury 

1 32 

•1810 

215 

31-73 

40 

•247s 

220 

34-98 

50 

•3607 

225 

38-50 

60 

•5178 

230 

42-30 

70 

•7327 

240 

50-85 

80 

I '0227 

250 

6076 

xoo 

1-917 

270 

85-30 

120 

3 '423 

300 

136-72 

150 

7-540 

350 

274-78 

200 

23-435 

400 

503-90 

212 

29-898 

430 

698-58 
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CHAPTER II. 

HEAT IS NOT A MATERIAL SUBSTANCE. 

30. We pass on to describe two principal attacks made upon 
the theory that heat is a material substance, and shall give some 
details of Joule’s experiment for determining the numerica? 
measure of work done by the expenditure of heat. 

The sketch will be very brief, inasmuch as the subject matter 
is only introductory to the purpose of this volume. 

It is worthy of notice that the conception that heat was in some 
way caused by motion had been entertained before the time of 
Black, as to which it is customary to quote the following passage 
from Locke’s wrirings, where it is stated : — ‘ Heat is a very brisk 
agitation of the insensible parts of the object, which produces in 
us that sensation from whence we denominate the object hot ; so 
what in our sensation is heat, in the object is nothing but motion.’ 
This idea did not find favour with Black, who argued against the 
possibility of accounting for the phenomena of latent heat on any 
such hypothesis (‘ Lectures,’ p. 125), in the following terms : ‘Some 
persons may perhaps imagine that the heat which thus disappears 
does not truly enter into the melting ice or become combined with 
that into which it is changed. This heat is perhaps entirely ex- 
tinguished and destroyed. As heat has been supposed by some 
to consist in a rapid tremor or motion of the particles of bodies, or 
of some subtle matter that is intermixed with them, those who 
choose to adopt this opinion may imagine that motion may meet 
witfi friction and resistance in the ice, and that a part of it maybe 
thus destroyed or the moving parts brought to rest.’ Then he 
combats the idea thus set up by showing experimentally that * while 
water is congealing it is constantly imparting heat to the air with- 
out becoming cooler itself,’ and he considers that this heat must 

£2 
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have been previously absorbed or concealed in the water on the 
last occasion of its becoming liquefied by the melting of ice. 

The mistake here made consisted in adopting a belief that the 
motion of heat could be destroyed. At the time of Newton it 
was supposed that the motion arrested by fricton was absolutely 
lost and put out of existence. Any such idea is now entirely 
abandoned, and Black’s reasoning has no application. 

By way of contrast to the erroneous statement thus laid down, 
it may be useful to lead up concisely to the modem views enter- 
tained as to the nature of heat. 

COUNT RUMFORD’S EXPERIMENT ON THE PRODUCTION OF HEAT 
BY FRICTION. 

31. A first overwhelming blow to the doctrine of caloric was 
given by Count Rumford’s experiment of causing water to boil 
by the agency of mechanical force, and the following details are 
extracted from a paper read before the Royal Society in 1798. 

In casting guns it is usual to leave a cylindrical head of metal 
at the muzzle end so as to ensure soundness of structure, the 
mould being placed in a vertical position with the muzzle end 
upwards. 

c 


Fig. 19. 

The drawing shows the end of a six-pounder brass gun, 
having a qdindrical neck of solid metal, a, 2*2 inches in diameter, 
and 3*8 inches in length. Beyond the neck the waste portiou of 
metal forming the head for the casting was shaped into a cylinder 
c, 7-15 inches in diameter and 9*8 inches in length, having a 
cylindrical cavity bored out for the reception of a hard steel blunt 
borer. The borer was made from a plate of steel 3*5 inches wide 
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and *63 inch thick \ it is marked d in the figures, being shown 
both when turned edgeways and also when presenting its flat side. 
The cavity of the cylinder is given in section, with the borer in 
situ, the piece marked e being a rectangular iron bar terminated in 
a cylindrical plug and holding the borer d. 

The borer was firmly held at rest and was pressed against the 
base of the cavity by means of a screw, the estimated pressure 
being 10,000 lbs. The gun itself was rotated by horses, the 
number of revolutions being 32 per minute. 

The cylinder was enclosed within a deal box shown in section 
in the diagram. The box was 11*5 inches long, 9*4 inches wide, 
9*6 inches deep, and it contained 1877 lbs. of water. The square 
bar E, and the cylindrical stem a passed through packed water- 
tight openings in the sides of the box. The temperature of the 
water at the commencement of the experiment was 60® F. 

The rotation of the gun under a pressure of 10,000 lbs. caused 
a considerable evolution of heat, traceable to the friction of the 
rubbing surfaces, and the heat so generated was but slowly con- 
ducted away by the comparatively slender neck of the cylinder. 
The result was that the temperature of the water rose as the trial 
went on, and at the end of one hour a thermometer placed in the 
water marked 107° F. At the end of the next half-hour the 
temperature had risen to 142° F., then in another half-hour to 
178° F., and, finally, at the end of two and a half hours, the water 
boiled. In describing this result, Rumford breaks out into an 
enthusiastic recital of the effect upon those who witnessed it, and 
exclaims : ‘ It would be difficult to describe the surprise and 
astonishment expressed in the countenances of the bystanders on 
seeing so large a quantity of water heated and actually made to 
boil without any fire.* He goes on to say : — 

* By meditating on the results of these experiments, we are 
naturally brought to that great question which has so’often been the 
subject of speculation, namely, What is heat? Is there any such 
thfng as an igneous fluid ? Is there anything that, with propriety, 
can be called caloric ? * 

The conclusion which he draws is full of sound philosophy, and 
is a statement which the student should examine carefully and 
cany in his mind through the enquiries here presented : — 
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^ In reasoning on this subject we must not forget to consider that 
che source of heat generated by friction in these experiments ap- 
peared evidently to be inexhaustible. 

^ It is hardly necessary to add that anything which an insulated 
body or system of bodies can continue to furnish without limita- 
tion cannot possibly be a material substance ; and it appears to me 
to be extremely difficult, if not impossible, to form any distinct 
idea of anything capable of being excited and communicated in 
the manner heat was excited and communicated in these experi- 
ments except it be motion.* 

DAVY*S EXPERIMENT ON THE MELTING OF ICE BY FRICTION. 

32. On the recommendation of Count Rumford, Davy was 
appointed to a lecturership at the Royal Institution in 1802. His 
experiment in refutation of the doctrine of caloric is regarded 
as conclusive. 

In an atmosphere at a temperature of 29° F. he rubbed to- 
gether two small slabs of ice, each 6 inches long, 2 inches wide, 
and f inch thick. The slabs were attached by wires to iron bars, 
and the friction was continued for several minutes. 

The result was that the ice melted at the surfaces of contact, 
producing water at a temperature of 35° F. 

Now a mass of water is known to contain an absolute quantity 
of heat far greater than that contained in an equal mass of ice, and 
it is therefore impossible to account for the presence of this heat 
on the assumption that heat is a material substance. 

Davy’s conclusion is a wonderful example of clear insight into 
the nature of heat, and we shall adopt it as the guiding statement 
in considering the working of heat engines. It is expressed in the 
following sentence : — 

* ITie immediate cause of the phenomenon of heat is motion, 
and the laws of its communication are precisely the same as the 
laws of the communication of motion.* '■ 

It follows that the three laws of motion laid down by Newton, 
together with the principles applicable to the measurement of the 
action of force, should be studied most diligently by anyone who 
desires to understand thjp theory of heat. 
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HEAT IS PRODUCED BY THE AGITATION OF THE MOLECULES 
OF BODIES. 

33. After the experiments of Rumford and Davy, the belief that 
heat was a material substance necessarily languished and died 
away, and the time has now come for stating more precisely the 
modem theory according to which the particles of all bodies by 
which we are surrounded are to be regarded as in a state of rapid 
and never ceasing agitation. 

n. In order to present to the mind a ‘ sense-image ’ of the nature 
-of heat, we begin by regarding all bodies as made up of assemblages 
iof parts called molecules. A molecule may be of a complex character, 
^consisting of distinct portions of matter held together by chemical 
bonds (as in the case of water, where a molecule is made up of 
separate parts of oxygen and hydrogen), and whatever may occur 
in the disposition of these separate parts or portions of matter, as 
to which we say nothing, it is agreed to call each whole collected 
mass a molecule, so long as its different portions do not break up 
and part company. 

Heat is produced by the agitation or motion of the molecules 
of bodies. But the motion of heat is too minute to be recognised 
in any way by the senses, and cannot be detected by direct obser- 
vation. It is evident, therefore, that very cogent evidence ought 
to be adduced before the new proposition is accepted. The 
doctrine of caloric may be untenable, and may have been de- 
molished by experiment, but the student should nevertheless 
distinctly set before himself the question — How is a theory to be 
established which appeals for its support entirely to facts of ob- 
servation, and which yet starts with the assumption that the thing 
to be made manifest to the mental vision exists in a region where 
no direct observation has ever yet penetrated ? 

Without doubt there is an enormous difference between the 
work of demolition and the work of construction. The former is 
comparatively easy, but the latter can only be arrived at by a slow 
and tedious process. Two decisive experiments abolished at once 
and for ever the theory supported by Black, but not one, nor two, 
nor one hundred isolated experiments can be appealed to as con- 
clusively establishing Dav^s proposition, and it is only by passing 
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over the whole domain of physical research that we meet with 
an aggregate of facts reconcilable with the one theory and irrecon- 
cilable with any other, and thus gradually yield to a conviction 
which it becomes impossible to resist 

Mr. Maxwell tells us (^Theory of Heat,' p. 306): ‘The mole- 
cules of all bodies are in a state of continual agitation. The hotter 
a body is, the more violently are its molecules agitated. In solid 
bodies a molecule, though in continual motion, never gets beyond 
a certain very small distance from its original position in the body. 
The path which it describes is confined within a very small region 
of space. 

‘ In fluids, on the other hand, there is no restriction to the ex- 
cursions of a molecule. Hence in fluids the path of a molecule is 
not confined within a limited region, as in the case of solids, but 
may penetrate to any part of the space occupied by the fluid. 

‘ A gaseous body is supposed to consist of a great number of 
molecules moving with a great velocity. 

‘ The actual phenomena of diffusion both in liquids and in 
gases furnish the strongest evidence that these bodies consist of 
molecules in a state of continual agitation.' 


THE CONVERSION OF WORK INTO HEAT. 

34. In the year 1843 Mr. Joule made the following observation: — 
‘ WTien we consider heat^ not as a substance^ but as a state of vibra- 
tion^ there appears to be no reason why it should not be induced 
by an action of a simple mechanical character, such, for instance, 
as is presented by the revolution of a coil of wire before the poles 
of a permanent magnet.' Some striking experiments followed 
upon this suggestion, and it was shown that heat was actually in- 
duced in the manner anticipated. It is, however, not within the 
scope of this book to describe more than one illustration which 
has grown out of that originally suggested by Mr. Joule, and which 
powerfully confirms the belief that heat is caused by vibration. ' 
In order to perform the experiment which we are about to 
describe, it is necessary to be provided with a very powerful electro- 
magnet and a whirling table, the arrangement being to bring the 
axis of the whirling table between the poles of the magnet and to 
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rotate at a high speed a small copper tube containing an alloy of 
metal which fuses at a low temperature. After three or four minutes 
of rotation the alloy melts, and may be poured as a liquid out of 
the tube. 

The question then arises, what agency has been at work to fuse 
the metal The heat is not traceable to direct friction, for the tube 
rotates in the empty space between the poles of the magnet and 
does not rub against anything. The effect must be in some way 
due to magnetism, for it is found that unless a battery current is 
sent through the coil of the magnet the rotation of the tube may 
go on as rapidly and as long as we please without producing any 
effect whatever. The tube remains perfectly cool, and there is no 
appearance of any heating action. 

The connection between heat and work becomes apparent 
upon testing the increased exertion necessary for rotating the spindle 
of the whirling table while the metal is being heated. Before the 
magnetism is set up, a certain amount of effort is necessary in 
order to overcome the friction and inertia of the moving parts 
and to keep up the rotation. But the moment the magnetism is 
called forth, an increased resistance is felt, and a greater effort must 
he made in order to sustain the speed of the whirling tube. The 
additional work so demanded is passed in the form of heat into 
the tube. The conversion of work into beat is direct and pal- 
pable, but the precise nature of the molecular changes presents 
great difficulties. It will suffice here to point out that the experi- 
ment is based on an observed fact, viz., that when a flat blade or 
strip of copper is passed between the poles of an excited electro- 
magnet a resistance is felt, and if the blade be moved to and fro 
the sensation experienced is not that of moving through free air 
but rather of cutting through some viscous substance which clings 
upon the knife. It appears that the magnetism sets up an electric 
current in the strip of copper when its opposite ends are brought 
into contact, as they would be if the strip were bent round into a 
tubt, and that new sets of particles come into action during the 
rotation. The resistance felt is exactly like that due to friction, 
but it is here not traceable to the rubbing of any material sub- 
stances but rather to the indisposition of the metal to receive new 
currents of electricity induced by magnetic action and involving 
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s^s of particles in which a new molecular motion is continually 
being set up, the disturbance caused thereby coming out as heat, 
and the work done being the increased effort made by the arm of 
the operator. The effect has been called by Dr. Tyndall ‘friction 
against space.' 

joulf/s determination of the mechanical equivalent 
OF heat. 

35. In a paper read before the Royal Society in 1849, Mr. Joule 
stated : — ‘ From the explanation given by Count Rumford of the 
heat arising from the friction of solids, one might have anticipated 
as a matter of course that the evolution of heat would also be 
detected in the friction of liquid and gaseous bodies. Moreover 
there are many facts, such as, for instance, the warmth of the sea 
after a few days of stormy weather, which had long been commonly 
attributed to fluid friction. The first mention, so far as I am 
aware, of experiments in which the evolution of heat from fluid 
friction is asserted was in 1842 by M. Mayer, who states that he 
has raised the temperature of water from i2°C.to 13° C. by agitating 
it, without, however, indicating the quantity of force employed or 
the precautions taken to secure a correct result' And he further 
said that he considered it of the highest importance to obtain the 
relation between force and heat with accuracy, and proceeded to 
describe the apparatus employed for that purpose as well as the 
mode of using it 

The apparatus employed for producing the friction of water 
consisted of a brass paddle-wheel furnished with eight sets of arms 
working between four sets of stationary screens attached to the in- 
side of a copper cylinder, yf inches in diameter and 8 inches deep. 
A facsimile model of the paddle and cylinder is deposited at South 
Kensington. The cylinder was covered by a lid having two necks 
a and the latter for the insertion of a thermometer, and the 
former being an opening for the axis of the paddle to revolve in 
without contact. « 

The general arrangement will be apparent from the sketch.' 
The weights which rotated the paddle were each 29 lbs. (more ac- 
curately, 203,066 grains and 203,086 grains), and they fell through 
63 inches at a rate of about 2*43 inches per second. Each weight 
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TOB attached by pieces of thin twine to a wooden roller a b, 2 inches 
in diameter, as shown, the roller being supported by steel axles J 
inch in diameter, and running upon friction wheels. A wooden 
pulley, E, 12 inches in diameter and 2 inches'thick, was also carried 



by the roller and was connected by a string to the small roller f 
on the axis of the paddle. The roller / could be fixed to the 
paddle axis by a pin /, or be disconnected at pleasure. While the 
friction was going on the paddle and roller revolved together, but 
they were disconnected by taking out the pin p as soon as the 
weights reached the ground, the roller being then supported in a 
movable frame while the weights were wound up ready for 
another descent. 

The manner in which the friction of the 
water was set up will be apparent from fig. 21, 
which is a sectional elevation of the cylinder 
and paddle. The dark crossbars, two of which 
have square ends, are the paddles, and there is 
only just room for them to pass between cor- 
re^onding openings in the fixed plate c d. A 
second plate, similar to CD, stands at right 
angles to it, and there are in all eight sets of 
paddles, whereby the drag upon the motion becomes very coii* 
siderable. The plate cd is 7J inches wide and 7 inches deep. 





Fig. 21. 
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The laboratory was a spacious cellar, the temperature of which 
preserved a remarkable uniformity. The copper cylinder rested on 
a wooden stool, or rather grating, supported at some distance from 
the ground, and there was a wooden screen to protect the cylinder 
against any radiation of heat from the person of the operator. 

Each experiment lasted 35 minutes, during which time the 
weights were allowed to fall twenty times in succession. 

Two thermometers of extreme delicacy were employed, one, a, 
for reading the temperature of the water in the cylinder, and the 
other, B, for reading that of the air in the room. The space of 
I® F. was subdivided into 12*951 divisions in thermometer a, and 
into 9*829 divisions in thermometer b, whereby Mr. Joule con- 
sidered that he could estimate the temperatures to two-hundredths 
of a degree. 

There were two classes of observations, viz. : (i) a frictional 
observation, wherein the total fall of the weights was recorded, as 
well as the temperatures of the water in the cylinder before the 
rotation of the paddle began and after it had ended. Thermo- 
meter B was also read at the beginning and end of the trial. (2) 
There was a so-called radiation experiment, intended to furnish an 
estimate of the probable passage of heat to or from the apparatus 
during the time of the frictional experiment. The nature of the 
observation is well given by Mr. Joule, who says : — ‘ Previously 
to and immediately after, each of the experiments, I made a trid 
of the effect of radiation and conduction of heat to or from the 
atmosphere, in depressing or raising the temperature of the fric- 
tional apparatus. In these trials the position of the apparatus, the 
quantity of water contained in it, the time occupied, the method 
of observing the thermometers, the position of the experimenter ; 
in short, everything with the exception of the apparatus being at 
rest, was the same as in the experiments in which the effect of 
friction was observed.* 

Taking the fourth experiment as an example of what was done 
we find a tabulated result which is perfectly intelligible. The fotal 
fall in inches is recorded, and the word friction refers to the time 
when the paddle was in action, while the word radiation refers to 
the observations made in the next thirty-five minutes by starting at 
the temperature in the top line of column 6. 
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Total 
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tempera* 

tureofur 

DiiTerence 
between 
mean of 
cok 5 and 
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col 3. 

Tempera* 
ture when 
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Tempera- 
ture when 
experiment 
ended 

1 

Gain or 
lost 

Friction 

125274 


IIIO 

59*592 

60*191 

•599 gain 

— 

Radiation . 

- 


0*684 

60*191 


•031 gain 

I 

2 

3 

4 

5 

6 

7 


From a comparison of forty trials Mr. Joule deduced the 
numerical measure of the work done as being 6,067 'i 14 foot-pounds, 
and inferred that the total rise of temperature in the water and 
copper was equivalent to a rise of *563209 F. in 97,470*2 grains of 
water, or to 1° F. in 7*842299 lbs. of water. But 


6,067*114 


= 773-64 


Hence he deduced the mechanical equivalent of heat, as shown 
by the friction of water, viz. 773*64 foot-pounds in air, or 772*692 
foot-pounds if the experiment had been conducted in a space freed 
from atmospheric air. 

There were other experiments on the friction of mercury and 
cast iron, giving remarkable approximations to the above result, 
and Mr. Joule’s paper ends with the following observations : — 

1. ‘The quantity of heat produced by the friction of bodies, 
whether solid or liquid, is always proportional to the quantity of 
force expended. 

2. ‘ The quantity of heat capable of increasing the temperature 
of I lb. of water (weighed in vacuOy and taken at between 55® F, 
and 60° F ) by 1° F. requires for its evolution the expenditure of a 
mechanical force represented by the fall of 772 lbs. through the 
space of one foot.’ 


THE KINETIC THEORY OF GASES. 

36. Here it may be convenient to refer to the kinetic theory 
of gases, viz., the theory that a gas consists of a numbei of 
molecules, flying in straight lines, and impinging like little pro- 
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jectiles not only on one another, but also on the sides of the vessel 
bolding the gas. It is well known that a quantity of gas, however 
email, will expand and fill the whole of a vessel, however large ; 
and further that it will exert some pressure upon its sides. 

Also, gases of every kind will diffuse into each other — a striking 
fact which may be illustrated by the following experiment Fill 
two glass vessels, one with chlorine gas and the other with hydrogen 
gas, and connect them by a glass tube so that the hydrogen is 
uppermost Chlorine gas is thirty-six times as heavy as hydrogen, 
yet in a few hours the gases will have diffused through both vessels, 
which will be filled with equal parts of chlorine and hydrogen. 

The expansion and diffusion of gases are accounted for at once 
by the kinetic theory, and so is the law of Boyle, as well as a 
second fundamental law presently to be examined, and known as 
the second law of gaseous expansion. According to this theory 
the molecules should be pictured to the mind as endued with 
velocities somewhat greater than that of a rifle bullet, and thereby 
competent to rush into and fill an empty space with great rapidity. 

Also, by continually rebounding from the sides of the vessel and 
from each other they keep up an incessant cannonade, and the 
aggregate of these minute blows is felt as a sensible pressure on 
the surface subjected to them. A bladder partly filled with air 
looks shrivelled, but when held before a fire it becomes hard and 
tense. The heat of the fire has given increased velocity to the 
molecules, and has enabled them to do more work. They dis- 
charge themselves with greater impetus against the inner surface 
of the bladder and overpower the bombardment from without. 
Presently their power becomes weakened by the increase of the 
area to be supported, and the bladder ceases to enlarge. As the 
air cools down the motion partially dies away and the bladder 
shrinks back to its original dimensions. It is thought that the 
velocity of a molecule of hydrogen at 32® F., and at the atmo- 
spheric pressure, is 6,097 feet per second. We have to take this 
theory with us to the consideration of the loss of heat experieioed 
by a gas when doing work, and there can be no question that it* 
enables the mind to grasp the fact with clearness. Add to which, 
that a general statement of the ideas now prevailing amongst 
certain writers is, at any rate, serviceable to the student 
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THE SECOND LAW OF THE EXPANSION OF GASES: CHARLESES, OR 
GAY LUSSAC'S LAW. 

37. The expansion of gases under the action of heat is now 
to be discussed. Whatever view may be adopted to account for 
gaseous pressure, the fact of its dependence on temperature is 
thoroughly established, and such an illustration as that of the 
shrivelled bladder when partially filled with air becoming tense 
under the action of heat, is to be connected with a particular law 
known as the second law of the expansion of gases, and which 
was discovered by Charles, a professor of physics in Paris, some 
fourteen years before it was made public. It was published by 
Dalton in England in 1801, and by Gay Lussac in Paris in 1802, 
and is often called Gay Lussad s law. 

The method of experimenting adopted by Gay Lussac will be 
understood from the annexed diagram. 



A certain volume of air, freed from moisture by passing it 
through chloride of calcium, was introduced into a thermometer 
tube having an enlarged bulb. A drop of mercury served both as 
an index and a valve, marking the expansion and separating the 
air within the tube from the external atmosphere. This air ther- 
mometer A B was then introduced into an iron vessel containing 
water and placed over a source of heat. The liquid was agitated, 
and two thermometers, c and d, marked the temperature. The 
drop of mercury p indicated by its position the volume of the 
enclosed air, both when the experiment began and when it termi- 
nated, the tube b a being drawn out through a water-tight collar and 
pushed in when necessary, so as to keep the mercurial index just 
outside the vessel. 

The conclusions arrived at were the following ; — 
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and shall endeavo ir to show that a mass of air may have its 
temperature lowered, not by the escape of heat according to the 
usud processes of conduction or radiation or convection, but in a 
totally different manner, namely, by allowing it to perform external 
work. 

If we accept Davy’s belief ‘that the immediate cause of the 
phenomenon of heat is motion, and that the laws of its communi- 
cation are precisely the same as the laws of the communication of 
motion,' there should be no hesitation in applying Newton's law 
that ‘ action and reaction are equal and opposite.' In doing so 
the result arrived at is no doubt startling. Granted that 772 lbs. 
(about ^ of a ton) would, by falling through i foot, develop an 
amount of heat sufficient to raise i lb. of water through F., it 
follows from the above law that the converse proposition should 
also be true, and that the heat necessary to raise the temperature 
of I lb. of water by 1° F. should be competent to lift 772 lbs. 
through a height of i foot. It does not appear that any direct 
experiment has ever established such a result, and it is difficult 
even to conjecture that it could be accomplished. Nevertheless 
our theory accepts the conclusion, and the failure is traced to 
practical difficulties. The student should therefore set before him- 
self, as a model, an apparatus capable of converting heat into work 
according to the numerical result above stated, and should contrast 
the imperfect performance of actual practice with the imaginative 
working of an ideal engine where all imperfections or impossibilities 
of constmction are supposed to be eliminated. By noting the 
degree in which the conclusions of theory exceed those actually 
reached, he will be working in a path which is continually leading 
to some improvement. Already important changes have taken 
place in the ideas which formerly prevailed among engineers as to 
the directions in which greater economy of fuel may be prac- 
ticable. 

41. We propose, in the first instance, to consider the perform- 
ance of an ideal engine, where the material is such that no external 
heat can enter the working cylinder and no internal heat can pass 
away by the ordinary processes of conduction or radiation, and 
where the piston moves without any friction. Introduce now into 
the cylinder a mass of air at a high pressure and at a given 
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temperature, and allow it to expand doing work. Although the 
air enclosed can lose no heat by conduction or radiation, yet its 
temperature will rapidly fall as the expansion goes on. The walls 
of the cylinder present an impassable barrier to the transfer of heat 
according to the ordinary processes by which heat passes, but the 
engine is at work and there is no obstacle to the transfer of motion. 
If heat be motion, the machinery outside the cylinder cannot start 
into action unless the air within loses an exact mechanical equiva- 
lent in the agitation of its molecules, and it would be futile to 
expect that Boyle’s law should be strictly fulfilled. 

It is remarkable that Watt, in his patent of 1782, showed a 
working cylinder surrounded by a hot steam jacket, the direct ten- 
dency of which would be to preserve a constant temperature 
within, and to cause the expansion to follow the precise law laid 
down in his descriy)tion of the invention. 

In order to understand the matter more thoroughly it may be 
well to refer to some facts which have been observed in the appli- 
cation of compressed air engines. Taking the case of a compressed 
air engine set up at the Govan Colliery near Glasgow in j 849, it 
appears that a steam-engine was employed to compress air to a 
pressure of 20 to 30 lbs. per square inch. The air was then con- 
veyed down a shaft 176 yards deep, and along a road through a 
further distance of 700 yards. The first difficulty arose from the 
heating of the compressed air in the cylinders of the compressing 
pumps, and layers of water covered the series of balls forming 
the piston and delivery valves, and thereby absorbed a quantity of 
heat as soon as it was generated. In recent engines, the flooding of 
the valves is not practised, but a horizontal compressing air cylinder 
has a water jacket open at the top in order to keep down its tem- 
perature. 

According to the old theory it was believed that the heat fluid, 
or caloric, was squeezed out of a mass of air by sudden compres- 
sion, and in this way the lighting of a piece of German tinder at 
tke bottom of an air syringe by the sudden forcing down of the 
piston was commonly explained 

The development of heat by the act of compression being thus 
rendered apparent, we have to point out what takes place at the 
bottom of the mine where the compressed air does work in ex- 



6S The Steam Engine. 

panding. The air engine referred to was an old high-presrure 
engine with a qrlinder of lo inches in diameter and i8 inches 
stroke, making about 25 revolutions per minute; and the next 
practical difficulty arose from the disappearance of heat in the 
working cylinder, whereby, on some occasions, the formation of 
ice in the cylinder and exhaust pipe clogged the working parts. 

In order to meet the difficulty various suggestions have been 
made, and Mr. Siemens has pointed out that according to theory 
the better course would be to inject cold water, in the form cf 
spiay, into the compressing cylinder in sufficient quantity to keep 
the temperature practically uniform throughout the stroke ; and 
afterwards, if such a thing were practicable, to take the very same 
water which had become heated in the compressing cylinder, and 
inject it again into the expanding cylinder, so that the heat taken 
from the air during the compression should be restored to it during 
the expansion. 

UNIT OF HEAT AND FIRST LAW OF THERMODYNAMICS. 

42. Adopting the belief that a quantity of heat means a quantity 
of molecular motion, the unit of measurement is the following : — 

Definition. — A unit of heat is the quantity of heat required 
for raising the temperature of i lb. of water, at or near its tem- 
perature of greatest density (39*1® F.) through i® F. 

The ‘pound' here spoken of is the unit of mass, viz., the 
standard pound avoirdupois. 

First Law. Heat and mechanical energy are mutually con- 
vertible, and heat requires for its production, or produces by its 
disappearance, mechanical energy in the proportion of 772 foot- 
pounds for each unit of heat. 

The number 772 is usually denoted by the letter J, in token of 
Mr. Joule's experiment, and the temperature of the water referred to 
in defining a unit of heat is taken at 39’ i® F. instead of lying 
between 55® F. and 60® F., as in the original experiment. 

ON specific heat. 

43. The term ‘ specific heat ' is used in a technical sense, for 
the word ^heat* signifies quantity of heaty and specific means 
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peculiar to the substance. There must be some standard of 
reference in the measurement of specific heat and the substance 
selected for this purpose is water at or near 39*1® F. 

Def. — The specific heat of any solid or liquid substance is 
the ratio of the quantity of heat required to raise the tempera- 
ture of a given weight of the substance through i® F., to the 
quantity of heat required to raise the temperature of an equal 
weight of water at 39*1® F. through i® F. 

Water is selected as a standard, because it opposes a greater 
resistance to a change of temperature than any other liquid or 
solid substance, and it follows that the specific heats of all solids 
or liquids are registered as fractions less than unity. 

The specific heat of water is not absolutely constant, the 
specific heat of boiling water becoming increased by a minute 
fraction, and a progressive increase continuing at still higher tem- 
peratures. 

In symbolical language it may be said that if q be the quantity 
of heat required to change the temperature of a given mass m 
from t to T, we should infer that ^varies as (t-/) when m is given, 
and that q varies as M when (t~/) is given. 

Hence q varies as M (t - /), 

OT = CM (t-/), 

wheie the constant c is called the specific heat of the substance, 
and is the measure of the quantity of heat which will raise the 
unit of mass through one degree. 

44. In estimating the specific heat of a gas it is necessary to 
bear in mind the fact that the temperature of a gas is lowered by 
causing it to do work. 

1. If a portion of gas be enclosed in a rigid vessel whose form 
is unalterable, and be heated, it does no external work, and its 
specific heat would be assigned just as in the case of a solid or 
liquid, that is, by comparison with water whose specific heat is 
unity. 

The specific heat of air at a constant volume is *169. 

2. If a porGon of gas be enclosed in a vessel in such a manner 
that it can expand under a constant pressure, and if it be subjected 
to the action of heat, it will increase in volume, and will push 
away any external air which presses upon it. thereby doing work. 
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The result is that it absorbs more heat in rising through a given 
number of degrees of temperature than it would do if no heat 
were converted into work. 

The specific heat of air at a constant pressure is *238. 

The next step is to apply symbols to these results, and to 
certain calculations about to be given. 

Let k be the specific heat of air at a constant pressure. 

„ c „ „ n constant volume. 

Then ^ = 1*408 = y suppose. 


Tlie ratio ^ is of such frequent occurrence that it has been 

usual to designate it by a Greek letter y. 

The velocity of sound (in feet per second) in air at the tem- 
perature 32° F. may be proved to be sj ^ y ii, where ^ is 32*2 feet, 
and H is 26,214 h^^t, the height, as it is called, of the homogeneous 
atmosphere at 32° F. The measured velocity of sound hence 
gives y =5 I *408. 

The value of k has been found by experiment, and (as stated) 
is equal to *238, but the value of c cannot be ascertained by direct 
experiment, and is therefore deduced from the equation 

^ ^ ~ .16 

” 1*408 1*408 


THE LATENT HEAT OF STEAM. 

45. The principle successfully carried out in determining the 
temperature of high-pressure steam, has been also applied for 
determining the latent heat of steam. 

The apparatus employed by Regnault (whose results are of the 
first authority) was too complex to admit of explanation here. A 
full account of it, together with an engraving of the several parts, 
is to be found in Jamin’s * Cours de Physique.’ 

Steam was generated in a boiler containing some 30 to 40 
gallons of water, and was passed through a coiled pipe in the 
interior thereof before it was led away, the result being that 
any water adhering to the issuing steam was vaporised, and that 
the supply consisted of dry saturated steam. The pressure of the 
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vapour thus generated was determined by an artificial atmosphere, 
and was measured as in the previous case. 

There were two vessels, technically 
known as calorimeters, through each of 
which the steam passed twice for a few 
minutes, and wherein its latent heat was 
given up to a measured quantity of water. 

'I'he annexed drawing shows the construc- 
tion of one of the calorimeters employed. 

Steam enters the copper reservoir, c, 
which opens into a second reservoir, b. 

There is also a worm pipe passing from b, 
and twisted in a spiral round the inside of 
the calorimeter, but terminating in a pipe, 

1), leading to the receiver which regulates 
the pressure of the artificial atmosphere. A thermometer, t, gives 
the temperature of the water in the calorimeter. In order to preserve 
a continuous flow of steam through the apparatus at a time when 
the measurement is not proceeding, there is a condenser, into 
I which the supply is turned at pleasure ; also the pipe which leads 
from the boiler to the calorimeters is steam -jacketed throughout. 

; The results were, of course, given in graduations of the centi- 
^ grade thermometer, and were as follows : — 

1. The latent heat of steam produced at atmospheric pressure, 
.or at a temperature 100° C., was represented by the number 537. 

2. Taking the temperature of the steam at T degrees centi- 
grade, it appeared that the quantity of heat necessary to raise a 
unit of weight of water from 0 to t and to transform it into vapour 
at a temperature t was equal to 

6o6*s -f '305 T 

Since 537 C. = 966 6 F., w'e estimate that 966*6 units of heat 
become latent in the conversion of one pound of water at 212® F 
iiVo one pound of steam at the same temperature. 

Adopting now the graduations of the Fahrenheit thermometer, 
and remembering that 1® C. is equivalent to J® F., let L re- 
present the latent heat of steam, and let h be its total heat. The 
designation * total heat ’ is conventional, and is taken to express 
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the heat required to rsdse i lb. of water from 32® F. to the tent- 
perature of evaporation and afterwards to convert it into vapour* 
then H = 10917 +*305 (/— 32°) 

L = io 9 I 7-'695 (/- 32 °) 

= 1092— .7 (/— 32°) approximately ; 
or = 966—7 (/— 212®). 

Watt experimented on the latent heat of steam, and in 1781 
estimated it by the number 950, but subsequently he put the 
numerical value a little higher, viz., at 960. Also, using the term 
‘free heat* to indicate the amount of sensible heat above 32° F. 
as measured by a thermometer, he enunciated the law that in 
steam at any given temperature — 

Intent heat + free heat = a constant quantity. For ex- 
ample : — 

Units. 

One pound of steam at 212° F. . f 180 sensible heat, 

condensed at 32® F. gives out . L 966*6 latent „ 

amounting together to . 1146*6 

Again — 

Units. 

One pound of steam at 250® F. . J 218 sensible heat 

condensed at 32° F. gives out . \ 928 6 latent „ 

still amounting together to 1146*6 

But Regnault showed a variation from this law, and his formula 
gives 1158*2 as the total heat of steam at 250® F., instead of 
1x46*6. 

It will be necessary to recur to this subject in the Appendix, 
where numerical examples and questions set in the Science and 
Art examination papers are brought together. 

THE ABSOLUTE ZERO OF TEMPERATURE. 

46. If air be adopted as a thermometric substance we com- 
mence our researches upon temperature in a very advantageous 
manner, for it is easy to conceive that the law of expansion of 
air is carried on indefinitely at increasing temperatures, and that 
the law of its contraction pursues an undeviating course as far as 
the point at which the whole of the heat contained in a mass of 
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air has been taken away from it Then arises the question : 
What is the real zero of an air thermometer, or the 
indication which it would give if the air were deprived 
of all its heat? 

In order to make the matter clear, let us take the 
case of air enclosed in a cylindrical tube of indefinite 
length, and separated from the atmosphere by a small 
globule of liquid which does not evaporate sensibly. 

Let the tube a p be 60a inches long, and conceive 
that when the index is at b, marking 32° F., the length, 

A B, is 30 a inches. 

At 212® F. the index will rise to E, where a E is 
41^ inches. 

Let X be the number of graduations in b p, when 
the index rises to p, such that a p = toa. 

Then b p : b e = : 180® 

or 30^ : iia X : 180® 

.\iix = 5,400® 

X = 491® very nearly. 

Hence 30^? inches is added to the tube of air by 
an increase of temperature of 491°; and, in like manner, 

30^ inches would be cut off by a fall of temperature 
of 491®. But that is the whole length of the tube, and 
it follows that the air cannot contract more than by a fall of 491®, 
or that the zero of the scale is 491° below b. 

Hence da = 491® — 32 = 459®. 

The true value of the expansion is taken, however, to be *3665, 
and not *3666..., and consequently this number is slightly altered ; 
so that whereas the bottom of the tube would be marked correctly 

459®* 13 is usual to assign the number ~ 460 F. as the 
zero of the scale. 

This number indicates what is termed the absolute zero of 
temperature, and if the reading could be observed at the bottom 
^ofHhe tube it would imply that the volume of the air had been 
reduced to nothing. Mr. Maxwell says : — ‘ If it were possible to 
extract from a substance all the heat it contains, it would probably 
still remain an extended substance, and would occupy a certain 
volume* Such an abstraction of all its heat from a body has 
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never been effected, so that we know nothing about the tempera- 
ture which would be indicated by an air thermometer placed in 
contact with a body absolutely devoid of heat/ 

If we agree to adopt the absolute zero of the air thermo- 
meter as the point at which the readings commence, and adhere 
to Fahrenheit’s scale, we shall estimate freezing point, not as 32°, 
but as 32° 1- 460® or 492®. And like alterations for other tempera- 
tures. 

On pausing to consider the amount of progress which has 
been made in travelling down the tube of an air thennometer to- 
wards the limit of the absolute zero, we shall find that hitherto the 
best results have been obtained by combining chemical with 
mechanical action. Thus Faraday obtained carbonic acid snow 
by allowing the substance when liquefied under pressure to escape 
into a small box, and the snow so formed could be wetted with 
ether, so as to produce a sort of paste having a temperature 
of — 106® F. By accelerating the evaporation of the ether from this 
paste under the exhausted receiver of an air-pump the tempera- 
ture was reduced to —166° F. 

Natterer has obtained a still more intense degree of cold, by 
mixing liquid protoxide of nitrogen with bisulphide of carbon, and 
placing the bath in an exhausted receiver. By this process he has 
lowered the reading of a thermometer to — 220® F. 

The two laws of the expansion of gases, namely, the laws 
of Boyle and Charles, are connected together in a very simple 
manner under the view now suggested. 

Thus if py V, t represent the pressure, volume, and absolute 
temperature of a quantity of gas, then while t is constant, the pro- 
duct pvis for this gas invariable. This is Boyle’s law. 

When / varies, p 7 ^ varies sls ty or pv = Ety E being constant 
This is the expression of the law of Charles or Gay-Lussac, which- 
ever it may be called. 

THE PROPERTIES OF AN ADIABATIC CURVE. 

47. Another point for explanation is that there is a special 
curve which represents the expansion of a gas when confined in 
a vessel which possesses the imaginary property of not suffering any 
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heat to pass through its substance^ and where the gas is doing 
external work during its expansion. 

In such a case the curve of expansion will not follow Boyle’s 
law, by reason that the temperature of the air will be affected 
through the interaction between heat and work. 

For example, if the expanding gas does work, its temperature 
will fall by the conversion of the molecular motion of heat into 
the sensible motion of the mass upon which the work is done, 
and, since the pressure of a portion of gas is influenced by its 
temperature, the reduction of pressure will be greater than that 
exhibited by Boyle’s law. 

The curve of expansion is now called an adiabatic curve (from 
two Greek words, signifying not to pass through), and the name is 
intended to express the conditions under which expansion takes 
place, viz., that no heat passes out of the gas either by conduction 
or radiation. 

1'he calculations necessary for determining the form of an 
adiabatic curve will now be given ; but the processes cannot 
be made intelligible to students who are not conversant with 
mathematics, and the explanations in the next chapter are so 
framed that those who are unable to follow the symbolical reason- 
ing may nevertheless take the results here investigated and apply 
them as required. 

48. Prop. — To find the relations between the pressure, tem- 
perature, and volume of a portion of gas when it is expanded or 
compressed without addition or subtraction of heat. 

Let p be the pressure, v the volume, and / the temperature of 
a given portion of gas. 

Then p v = Rt 

p dv -h- V dp 's=i R dt, (i) 

As before, let k be the specific heat of the gas at a constant 
pressure, then the quantity of heat necessary to be given to a unit 
of weight of the gas without change of pressure, in order to increase 
fCs volume by z/ is 

, av; 
dv 

and if 1: be the specific heat at a constant volume, the quantity of 
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heat required to increase the pressure of the same portion by 
dp without change of volume is 

/• it 

c.j-^.dp. 

If the variations of volume and pressure occur together, we 
adopt the principle that small increments from different causes 
may be superposed without interference, and the whole quantity 
of heat so required will be 

kM.dv + c.p.dp. 
dv dp ^ 

But, taking the equation pv ^ Rt^ and differentiating, (i) when 
p is constant, (2) when v is constant, we have 

dv R V* 

— =i ^ ^ 

dp^ R 

quantity of heat = ^. = hypothesis, 

since there is no addition or subtraction of heat 
• _ cdp 

V ^ p ' 

Substituting in (i) we have pdv .dv^ Rdt zsi^-^dt 

C-i-l =’4'- 

\ J V t c 

log Q log / + C. 

Taking /o> as values of the pressure and volume correspond- 
ing to a temperature /q we have 


a)’ 

. ^ pv 

“ UJ /o 
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whence ^ = f — = a constant, 

/o \^y 

which is the equation to the adiabatic curve. 

Also the relations between the temperature, pressure, and 
volume of the enclosed gas are given by the equations 



Cor. — If y t= I, the adiabatic curve passes into the curve 
pv constant, which is tlie curve of Boyle^s law, 

DIAGRAM OF AN ADIABATIC CURVE. 

49. It is instructive to set out an adiabatic curve in a diagram, 
and to compare it with an isothermal curve, which follows the law 
of Boyle. 

Let o M represent the volume, Vq, and p m the pressure, /o, of a 
portion of gas at a temperature /q. If the gas be compressed at a 
constant temperature /o, we shall 
have R N representing the pressure 
at a volume on and heat will escape. 

Whereas, if it be compressed to a 
volume O N without escape of heat, 
the pressure will be represented by 
Q N, as assigned by the previous cal- 
culation, and it is easy to see that 
Q N is greater than r n. 

Also the temperature will rise 
from /q to /, as determined by the Fio. 26. 

formula. 

The conclusion is that air resists compression with greater 
power when the action is sudden, and the heat has no time to 
escape, than when it is gradual and the heat insensibly passes 
away. It is often said that a gas has two elasticities, viz., (i) the 
the elasticity at a constant temperature, (2) the elasticity when no 
heat escapes, and that we lose sight of the latter, which is the true 
elasticity, because it so rarely influences any observed result 
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A remarkable illustration is afforded byreseaiches on the velo- 
city of the propagation of sound. The sound-waves compress and 
rarefy air suddenly. As stated by Mr. Maxwell : — ‘ The changes 
of pressure and density may succeed one another several hundred 
times in a second, whereby the heat developed by compression 
in one part of the air has no time to travel by conduction to 
parts cooled by expansion, even if air were as good a conductor 
as copper is. But we know that air is really a very bad conductor 
of heat, so that in the propagation of sound we may be quite 
certain that the changes of volume take place without any appreci- 
able communication of heat, and therefore the elasticity, as de- 
duced from measurement of the velocity of sound, is that corre- 
sponding to the condition of no thermal communication.^ 

Newton calculated the velocity of sound by assuming that the 
elasticity of air followed Boyle’s law, and made it less by one- 
sixth part than the observed result The error was subsequently 
pointed out and corrected by Laplace. 

‘ The ratio of the elasticities in the case of air, as deduced 
from experiments on the velocity of sound, is 1*408, which is also 
the ratio of the specific heat at constant pressure to the specific 
heat at constant volume.* 

50. It may here be useful to point out one or tw^o applica- 
tions of the formulae obtained. 

Let a mass of air at volume 12, pressure 15 lbs., and tempera- 
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ture 60° F., be compressed with- 
out addition or subtraction of 
heat till its pressure rises to 30 
lbs., the increase of temperature 
will be given by the formula, 



But y = 1*408 ? = *20 

r 

Here = 60® -f 460® ^ 
= 520®, 

and /o = i5> whence tempera- 


ture at pressure 30 pounds = 520 suppose. 
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/• log. X = log 520 + *29 X log. 2. 

= 27160033 + *0872987 
= 2*8033020 
= log. 635*77 

temperature = 635*77 — 460 = 176® F. 

In like manner the temperatures corresponding to pressures of 
45 lbs. and 60 lbs. will be 255° F. and 318° F. respectively, the 
results being marked down in the annexed diagram. 

51. To find the work done by a gas while expanding we 
proceed as follows : — 

Adopting the previous notation, let w be the work done, and 
remembering that p dv expresses the work performed in passing 
from V to V + dv^ or IS represented by the rectangle s m referred 
to in Art. 18, we have to find the sum of all such rectangles 
analytically, which is done by integration, whence 

w = J'pdv. 

But/=/o 

O' =/o (*'o)‘^/ § 

This formula may also assume the following shapes : — 



^2. A comparison is often instituted between the relative 
iffvantages of compressed air or of water under pressure as a 
medium for the transmission of power to a distance. Those who 
advocate the use of compressed air, which is of great practical 
value in many cases, should nevertheless understand the penalty 
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which must be paid for the use of it. We are now in a position 
to calculate the loss of work due to the cooling of compressed air 
after it has been heated by the action of the compressing pumps. 

Let a mass of air of volume and pressure /o be compressed 
to a pressure the work expended during its compression will be 



The temperature of the mass of air will be raised by this com- 
pression, and the simplest way of looking at the question will be 
to conceive that the air is allowed to cool at a constant pressure 
but contracting to a volume 

Then A by Boyle's law ; 

and work restored by the air when expanding behind a working 
piston 



. work expended ^ rp 
work restored ^ 

Ex.-— Let/ = 3/0, or let the air be compressed to three times 
its original pressure, 

. work expende d _ *29 _ -29 

work restoredT 

But = 1-375, 

work restored = — x work expeuded, 

1375 

= 73 X work expended. 

That is to say, before any useful work is obtained from the com- 
pressed air, as much as 27 per cent of the power has been thrown 
away. In tunnelling through the Alps, where the boring machineY 
were worked by engines supplied from a reservoir of air at a pres- 
sure of six atmospheres, the loss by cooling amounted to about 
40 per cent of the power expended during compression. 
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CHAPTER IIL 

ON HEAT ENGINES. 

53. A HEAT ENGINE, in the sense adopted in this book, is an 
apparatus for converting heat into mechanical work. 

We purpose to discuss, in the first instance, the performance 
of an ideal heat engine, such that the curve of expansion of the 
working substance shall be an adiabatic curve. 

On this hypothesis the working substance is a perfect gas, 
say air, enclosed in a cylinder provided with a piston capable of 
moving without friction. MHhien the air is doing work, the material 
of the cylinder should be such that no heat can pass out of it 
and none can warm it At other times it may be necessary for 
the air within the cylinder to accept or reject heat The condi- 
tions for working are therefore contradictory, and accordingly, in 
the books on heat engines it is supposed that the piston, and the 
whole of the cylinder except its base, are perfect non-conductors 
of heat, while the base of the cylinder is a perfect conductor of 
heat, but yet has no capacity for heat, i,e, the amount of heat 
required to alter its temperature may be left out of consideration. 
Then there are two bodies a and b kept at different fixed tempera- 
tures, and there is a stand with a non-conducting surface on which 
the working cylinder can be placed when required. The engine 
is supposed to be placed on a when it takes in heat, to be carried 
to B when it gives out heat, and to rest on the stand when it works 
ijjtk the heat bound up in fbei enclosed gas. What is to become 
of the mechanism is not stated. 

Under these circumstances it appears to be a waste of time 
to go through the formulary of supposing the engine to be actually 
at work, and shifted about during its performance. The whole 

G 
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thing is the creation of the mind, and we shall disregard these 
details of supposed practice which clear up nothing, and shall 
merely conceive that everything takes place as required, so that 
the engine performs work in the manner intended. 

Having thus settled the qualities which a heat engine should 
possess, we have next to ascertain what can be done with it 
The hypothesis being that a given mass of air is enclosed in 
the cylinder of an engine behind the working piston, it has been 
shown that if the air expands, doing work, its temperature will 
fall, not by conduction or radiation, but by reason of the conver- 
sion of heat into external work. The air inside the cylinder gives 
up part of its motion to the piston, and the fall of temperature is 
an interchange of motion and of nothing else. 
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DIAGRAM TO REPRESENT THE WHOLE WORK STORED UP IN A 
HEATED GAS. 

54. Starting then with a mass of air at a volume a pressure 

and a temperature /o» we observe that although it is impossible 

to predict anything as to its 
physical condition when ap- 
proaching the temperature zero, 
yet we may assume that its pres- 
sure and temperature fall during 
the expansion of its volume ac- 
cording to the laws already dis- 
cussed, whereby the shaded area 
bounded on one side by the adiabatic curve P Q, represents the 
whole work capable of being yielded up during an indefinite 
expansion which finally depresses the temperature to the absolute 
zero. 

Further the line o ^ is an asymptote to the adiabatic curve p q, 
wherefore it becomes impossible to obtain the whole work theo- 
retically bound up in the mass of air in question without cars^nng 
on the expansion till p Q meets o or until the volume becomes 
infinite. When that takes place, and not until then, will / become 
equal to zero. 

At present we are engaged on a work of the imagination, and 
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have divested the problem of ail practical difficulties, but it is 
nevertheless important to remember that an expansion down to 
460® below zero in the Fahrenheit scale would be required in 
order to compel a mass of heated gas to yield up the whole of its 
molecular motion in the form of work. It is a common thing for 
people to say that i lb. of carbon, in burning, gives out heat 
enough to do the work of raising 772 x 14,500 lbs. through one 
foot, and they are apt to disregard the primary condition under 
which this performance would be possible. That condition is as 
hopelessly removed from our reach as if it were to be grasped 
only in some distant planet, and therefore it is better not to give 
any prominence to this mode of estimating the work stored up 
in fuel, but rather to think of it as a conception of the mind, and 
as something quite unreal. 


MEANING OF THE TERM ‘ CYCLE. ^ 

55. At this stage it will be convenient to introduce a technical 
word, namely, a cycle^ and to explain the use made of it. 

Def. — K series of successive states of the volume and pressure 
of a working gas, which may be represented by a continuous line 
returning into itself, is called a cycle, 

A cycle is reversible when the series of changes of volume and 
pressure can be passed through indifferently in either direction. 

It should be understood that a cycle is the bounding line of 
some definite area, and the important consideration connected 
with it is that the area so enclosed represents either the external 
work done during the series of transformations by the enclosed 
gas ; or, if not, it represents the work done upon the gas while 
carrying through these transformations in a reverse order. 

Furthermore, by the first law of thermodynamics, heat and 
work are convertible the one into the other, whence it follows 
^at the area enclosed by the cycle represents also the amount of 
heat expended in doing the work in question. This is universally 
true. If an area represents an amount of work done, it must also 
represent the quantity of heat expended in doing that work. 

Referring to the diagram where the axes are the lines of 
02 
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^n:e88Uie and volume as in the previous cases, let the point p, 

whose position indicates the pressure 
and volume of a given quantity of 
gas at a given temperature, trace 
out the closed curve a p b p'. That 
curve will record the corresponding 
values of the pressure and volume 
of the gas at any instant, and is 
called a cycle. Also the area m a p b n 
represents the positive work done 
in passing through a p b, while the 
area m a p' b n represents the negative work done in passing 
through B p' A, the difference a p b p' being the work done by the 
substance in imdergoing the series of transformations. 

The same area might also represent the work done upon the 
substance under altered conditions, and it necessarily represents 
the heat expended in the first case, or that absorbed on the 
alternative supposition, viz., that work is done upon the substance. 

DIAGRAM OF HEAT ABSORBED OR REJECTED BY A PORTION OF 
GAS IN PASSING FROM ONE TEMPERATURE TO ANOTHER. 

56. Let ov^vT represent the volume z', and pressure p of b, 
portion of a gas (say air), at a given absolute temperature t, and 
draw the adiabatic curve t t' r. Let the air expand doing work, 
to a pressure 7/ t' and temperature t'. Then lower its tempera- 
ture at a constant volume o z/, till its pressure falls to f z/, and its 
temperature to f. Compress the air to its original volume o Vy 
as shown by the adiabatic curve ft, when its temperature will 
rise to t (suppose), and finally heat the air at a constant volume 
o V, till its temperature rises again to the original value t. This 
will form a complete cycle of operations, and, according to the 
principle laid down, the work done by the air during the cycle 
will be represented by the area t t' /' /. 

Referring to the diagram where o x represents the line of 
volumes, and o y the line of pressures, we observe that the two 
adiabatic curves approach indefinitely near to the line o as the 
expansion goes on, and therefore also they approach indefinitely 
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near to each other. But the air gains heat in passing tom 
t to T, and loses heat in passing 
from t' to and it is apparent 
that as the expansion goes on 
this lost heat is continually be- 
t:ommg less and less and finally 
vanishes, wherefore the whole 
heat absorbed in passing from 
/ to T is represented by the in- 
definitely prolonged area t r s /, Fig. 30. 

bounded by t / and the two adiabatic curves t r, / s. 

This conclusion follows, indeed, as a corollary to Art. 54. 

In like manner if the volume and pressure be caused to vary 
in any arbitrary manner between 
the points a and B, as shown by 
the curve a d b, and the adiabatic 
lines B R, A s, be drawn as before, 
the shaded area adbrs will 
represent the mechanical equi- 
valent of the heat absorbed or ° ^ 

given out by the substance in ig. 31. 

passing from the state a to the state b, or conversely. 



HEAT ENGINE WORKING BETWEEN TWO FIXED TEMPERATURES. 

57. It is the property of an engine that it must continually get 
back to a starting-point, and go through all its operations over 
again, and of course it becomes necessary at once to abandon all 
idea of obtaining the work represented by the indefinitely pro- 
longed strip A B R s. A heat engine can only operate in a closed 
cycle such that the working substance reverts continually to the 
volume, pressure, and temperature which it had at starting. All 
that we can hope for is to obtain as large a slice of the strip a B r s 
as may be practicable under the conditions of expansion which 
^e construction of the engine will permit. The method will be 
to travel a certain distance down the adiabatic curve T r, then to 
cross over to another adiabatic curve s/, to pursue an upward 
path through a certain space, and finally to return in some con- 
venient manner to the starting-point Our hypothesis shall be 
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that the engine works between two fixed temperatures t and / 
(r being the greater), and that the working substance, say air, 
takes in a quantity of heat h at the higher temperature t, and 
rejects a quantity h at tlie lower temperature /, and performs 
external work under these conditions. 

The cycle of operations will be the following : — Starting from 
the point t in the adiabatic curve c s, the air expands through t t 
according to Boyle's law, remaining at a fixed temperature T and 



Fig. 32. 

taking in a quantity of heat h. It then expands through t t along 
the adiabatic curve a r, doing work, and falling from a tempera- 
ture T to /. It is next compressed along / / at a constant tempera- 
ture i, giving out the quantity of heat h, and finally it is compressed 
along the adiabatic curve s c from t to x, and returns to its 
original volume, temperature, and pressure. 

The enclosed shaded area is the indicator diagram of the 
engine, and gives a measure of the work done, or equally, of the 
heat converted into work. 

In truth, the heat taken in along the curve x x is represented 
by the indefinitely prolonged area x x r s, while that rejected 
along tt is given by //r s, the difference between the two areas 
marking the conversion of heat into work. V 

The problem now in view is to find some relation between 
(h, A) on the one hand, and (x, t) on the other hand. 

Let it be granted, as there is no reason to doubt, that if the 
absolute temperature of any uniformly hot substance, such as the 
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«rorking gas or air, be divided into an indefinitely large number 
of equal parts, the effect of each of those parts in causing work to 
be performed will be the same; and it will follow that if /t be 
made very small at any temperature /, however selected, the area 
TT// will always bear to the whole area / /r s the same propor- 
tion which T / bears to /. 

In other words if ^ be the quantity of heat represented by the 
area / /r s, and dq that represented by t t / /, the alteration from 
/ to T being represented by d /, we shall have 
dq _^dt 

or ^ = A /, where a is a constant 
That is the same thing as saying that 
H _ ^ 

T “ 


a fundamental relation which is of the greatest possible use in this 
theory, and which has been shadowed forth throughout the reason- 
ing of the previous pages. 

It is material to comprehend the exact agency of the heat 
consumed in the operations, and we note that the heat h is taken 
in while expanding according to Boyle's law, and that the heat h 
is given out during a like compression. 

In order to estimate the work done we proceed as follows ; — 

Let j represent Joule's equivalent, or 772 foot-pounds. 

The quantity of heat h is capable of doing the work j h, and 
in like manner the quantity of heat h can do the work j h. 


/. work done by the engine = j (h— = j h 




work done = jh^i — = jh 

Conceive that an ideal engine worked with air heated up to 
F. and cooled down to 50® E, we should have 
T = 460 + 300 = 760, 

/ = 460 H- 50 = 510. 

/, work done = j h ~ J h, very nearly. 
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Tbat is to 8 a.y, our ideal engine, which is absolutely faultless 
in construction, and therefore unattainable, cannot reproduce, 
under the assigned differences of temperature, so much as ^ of 
the work which is stored up in the mass of heated air. A practical 
mechanic who is concerned at the statement that the modem 
steam-engine is full of glaring defects, may derive some consola- 
tion from an accurate definition of the limits within which im- 
provement is possible. 

It is hardly necessary to point out that the cycle of operations 
is reversible. Thus we may start from the point t in the line c s, 
travel down Tt doing work, cross over through // taking in a 
quantity of heat then rise through / t doing work upon the air, 
and pass through t t giving out a quantity of heat h. The work 
done upon the enclosed air would therefore be represented 
by j (h - h). 

58. As an example of a cycle which is not reversible, take the 
indicator diagram of an ordinary condensing engine as given by 
theory. 

The steam is supplied at a uniform pressure along ab, it 
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expands and does work along b c, its 
temperature and pressure fall suddenly 
as shown at c d, and its pressure re- 
mains constant through d e. 

In the reverse operation the steam 
and condensed water should be com- 
pressed till its pressure rises through 
D c, and the water into which the steam 


has been condensed should be reconverted by pressure into steam 


at the temperature at which the expansion during the direct 
working came to an end. This is an impossibility, and an ordinaiy 
condensing engine is therefore non-reversible. 


ELEMENTARY HEAT ENGINE. 

59. It is convenient to distinguish by a particular designation 
an engine which works under the three conations now to be enu- 
mexated, viz., that 



Carnots Principle. 89 

1. All the heat is taJken in at a higher constant temperature t. 

2. All the heat is rejected at a lower constant temperature t. 

3. The cycle is reversible. 

When an engine fulfils these conditions, it is termed an 
demeniary heat engine^ and enjoys the property that it cannot be 
surpassed in efficiency by any other engine working between the 
same temperatures \ it is, in fact, an ideal perfect engine, and is 
the model instituted for mental comparison in viewing the per- 
formance of real engines. 


CARNOrS PRINCIPLE. 

60. At this stage we propose to discuss the principle laid down 
by Sadi Carnot in 1824. Carnot, who was a French officer, and 
son of the celebrated Minister of War under Napoleon, founded 
his theory of heat engines on the erroneous supposition that heat was 
a substance, but his errors were those of a man of genius, and the 
principle which he enunciated is a fundamental truth according to 
the dynamical theory. Writers on the subject of heat tell us 
exactiy where Carnot was right, and where he was in error, and 
they distinguish and analyse his statements. In the present 
treatise we shall not attempt to follow them, and shall merely refer 
the student to other sources, such as Maxwell on ‘ Heat,* for in- 
formation on this point 

Camofs book was entitled ‘ Reflexions sur la puissance motricc 
du feu, et sur les machines propres k ddvelopper cette puissance,* 
and the idea firmly fixed in the mind of the writer was that the 
performance of work should be attributed solely and absolutely to 
the agency of heat. 

The principle of Carnot may be stated as follows : — ^The 
amount of work done by a reversible heat engine depends only 
on the constant temperatures at which heat is received and at 
whidi it is rejected, and is independent of the nature of the in- 
ifiinediary agent (such as steam, air, &c.). 

This principle involves two propositions which are sufficiently 
•biking, and the first is that the elementary heat engine heretofore 
discussed, and which took in heat at one constant temperature and 
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sion, that passes without any contest the whole theory of heat 
engines is based upon expansive working. And here it may be 
instructive to reiiiew the progress made by engineers in the use of 
high-pressure steam without reference to the doctrine that heat 
alone is the agent which does the work. 

It has been stated in Art. 21 that Homblower invented the 
double or compound cylinder engine for expansive working, and 
that he intended, as did Watt in his patent of 1782, to employ steam 
at or near the atmospheric pressure. The economy resulting from 
the expansion of steam at a high-pressure was, however, first in- 
sisted upon by A. Woolf, a Cornish man, who converted Horn- 
blower's double cylinder engine into a form suitable for driving 
machinery (see Chapter VII.), and erected a so-called Woolfs 
engine working with high-pressure steam and condensation at 
Meux's Brewery in 1806. Woolf entertained the most fanciful and 
erroneous ideas as to the power of high-pressure steam when ex- 
panded, but, although quite wrong in his theory, he persevered in 
the construction of his engines, and erected several which worked 
with steam at a pressure of from 40 to 60 pounds above the 
atmospheric pressure. Down to the year 1814 the pressure of 
the steam in Cornish engines never much exceeded that of the 
atmosphere, and at this low initial pressure there was practically 
but little economy resulting from expansive working, whereby it 
appears that after Watfs immediate connection with the mining 
district ceased, expansion fell rapidly into neglect Then it was 
that R. Trevethick and Woolf both advocated in Cornwall the 
economy of high-pressure steam with expansion, a mode of work- 
ing which was applied by the former in Watt's single cylinder 
engine and by the latter in the double cylinder engine. 

It was indeed proved that, by the new method, it was possible 
to raise the duty of an engine (see Chapter V.) from 20 millions of 
foot pounds for one bushel of coal (94 lbs.), at which Watt had left 
it, to 50 or 60 millions of foot pounds. This was an extraordinary 
result, and the only question that arose related to the mannei^in 
which the principle should be carried out. At the present day 
there are often long discussions as to the comparative value of one 
or two cylinders for expansive working, but in Cornwall the 
practice soon settled down into that which has been maintained 
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ever since) viz., the use of a single cylinder engine with steam at a 
pressure of some 30 lbs. above the atmosphere, and cut off at ^th 
or J-th of the stroke. 

Note , — In practice, steam at 30 lbs. pressure means 30 lbs. 
above the atmosphere, unless the contrary be expressed. In 
theory, it means 30 lbs. actual or absolute pressure, giving an 
effective pressure of 15 lbs. approximately. 

I. It is now worth while to apply our conclusions as to the effici- 
ency of a heat engine to the case of expansive working, under Watt 
in the first instance, and afterwards under Woolf or Trevethick. 

Watt used steam at atmospheric pressure and condensed at a 
temperature of 100® F. He expanded it (say) four times. 

At that time there was no numerical measure of the conversion 
of heat into work, and the idea of regarding tlie higher temperature 
of denser steam as entering at all into the question of its economy 
as an agent was not entertained by any engineers. It was enough 
to be satisfied that additional work was obtained from the steam 
before it was thrown away. 

Theoretically, in a heat engine, the working substance should 
expand from the temperature of the source of heat to that of the 
refrigerator, in this case the condenser. That would require, for 
steam falling from 212° F. to 100® F. an expansion to about fifteen 
times the original volume, which of course was impracticable. 

Taking that expansion as accomplished, we should have 
T = 212 -f- 460 = 672, and / = 100 -f 460 = 560. 


greatest work possible = jh \ — = jh x 

672 o 


(X) 


2. Taking a Woolfs engine working with steam at 45 lbs. actual 
pressure, i,e, at a temperature of 274° F., and condensing at 100® F., 
as before. The expansion should now go on to about 45 times, 
and if that were possible we should have 

work done = jh = jh x nearly . . (2) 

Referring to Chapter V., we find that with ordinary coal j h 
represents a consumption of ^ lb. of coal per H.P. per hour ; hence 
the above results are (i) lbs. of coal per H.P. per hour ; and 
(2) 1-^ lbs. of coal per H.P. per hour. 
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These examples show unmistakably that theory soon leaves 
practice far behind. They are inserted solely with the intention of 
exhibiting the subject from a modem point of view. 

After reviewing the theory of heat engines it must appear to 
be a remarkable thing that the progress in tlie use of high-pressure 
steam with expansive working and condensation should have gone 
on so slowly. 

In the year 1817 marine engines were worked at a pressure 3 
to 5 lbs. above the atmosphere. In that year an engineer giving 
evidence before a Select Committee on Steamboats took it for 
granted that cylindrical boilers would not be used in steamboats, 
because, as he put it, the most convenient form of the boiler was 
one adapted to the shape of the boat, and the safety depended 
upon the strength of the metal and not upon the form. The 
committee had been appointed in consequence of the explosion 
of a boiler using high-pressure steam on board a vessel at 
Yarmouth ; the boiler was cylindrical, with a flat cast-iron end, 
which gave way. Other engineers who were examined were of 
opinion that the steam-pressure in a boiler should not exceed 6 lbs. 
above the atmosphere, and further, that there was no saving to be 
efiected by employing a higher pressure. 

When screw ships were adopted in the navy, one of the first of 
the new series of vessels, the ‘ Arrogant,' was designed to work at 
6 lbs. steam pressure ; but the ship was deep in the water, and 
the boiler would not blow off under 7 lbs. It appears that 
Mr. Penn soon went to 10 lbs. and then to 14 lbs. But boilers 
for 14 lbs. nominal pressure were capable of supporting 20 lbs., 
and the usual average of pressure came to be about 16 to 17 lbs. 

Within the last 15 years, however, a great change has occurred 
in the construction of marine engines, and it is shown from the 
tabulated results furnished by Mr. Bramwell in a paper on the pro- 
gress effected in economy of fuel in steam navigation, which is 
particularly referred to in Chapter VII., that the advantage of using 
steam at a high pressure, with an early cut-off, and as perfect dbn- 
densation as can be obtained, is -now thoroughly recognised. Mr. 
Bramwell gives the experience of 19 engines of ocean steamers, 
with high and low pressure cylinders, working at a steam pressure 
of from 45 to 60 pounds in the boiler with a consumption of coal 
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certainly less than one half that which commonly prevailed in the 
days of single cylinder engines with low-pressure steam and very 
moderate expansion. In like manner the practice with stationary 
engines has improved, so that it is common to hear of engines 
with compound cylinders using steam at 70 to 80 lbs. pressure, 
and consuming ^ or ^ less coal than was formerly required for ob- 
taining the same amount of work. 

ON AIR ENGINES WORKING WITH A REGENERATOR. 

63. Having investigated the conditions under which an ideal 
heat engine exhibits the greatest efficiency, whereof one is that all 
changes in temperature of the enclosed air shall be caused 
solely by compression or expansion, we may remark that, in the 
present state of knowledge, no method has been proposed whereby 
the conclusions of theory can be successfully carried out, the 
enormous dimensions which the cylinders would assume presenting 
insuperable difficulties. 

But although the practical obstacles which stand in the way 
cannot be overcome, they may be evaded by a method which per- 
mits of a deposition and a taking up of heat within the interior of 
the engine itself, so that none is lost, the result obtained being 
much better than would probably have been anticipated. 

The artifice consists in the use of a so-called regenerator (said * 
to have been invented by the Rev. R. Stirling), which is an 
apparatus employed in various forms, and which was described by 
J. & R. Stirling in the specification of a patent (a.d. 1827, No, 
5,456), for improvements in air engines for working machinery. 

The principle of a regenerator is perhaps most readily exhibited 
by the safety-lamp of Sir H. Davy. It is well known that if a 
piece of wire gauze be brought down upon the flame of a candle 
the flame will be cut off at the part where it touches the gauze. 
The explanation is that the meshes of the metal wire have robbed 
the gases of so much heat as to lower their temperature below the 
point at which ignition is possible. They are not otherwise 
affected, and may be at once rekindled on presenting a flame at the 
upper surface of the gauze. 

In its earliest form the Davy lamp was an ordinary lamp, 
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having the flame encased in a cylindrical covered chimney of wire 
gauze. By multiplication of the layers the eflect is heightened, and 
we arrive at a respirator for filtering out heat from a warm current 
of air, and heating up a current of colder air sent through in the 
opposite direction. 

The principle here set forth has also been applied in the 
construction of furnaces, where a regenerator is composed of a 
number of open fire-bricks, exposing a large surface for the 
absorption of heat. In such a case the products of combustion 
from the furnace gradually deposit their heat before escaping into 
the chimney, and the end of the regenerator nearest to the furnace 
reaches a very high temperature, while the chimney end remains 
comparatively cool. The direction of the draught is now re- 
versed, and the air for supplying combustion in the furnace is 
drawn through the heated regenerator, while the waste gases are 
led into a second cool regenerator, in order to yield up their heat 
in the manner already described. By alternating the current 
between the two regenerator-s a great saving of fuel is effected, for 
the furnace is supplied with heated air, and the escaping gases 
deposit a large amount of heat, which is carried back to the fuel 
instead of being wasted. 

The regenerator of a Stirling engine was intended to raise and 
lower very rapidly the temperature of a mass of air, and the 
substance employed for the purpose was the thinnest sheet-iron. 
The area of surface exposed was very large, amounting to as much 
as 3,200 square feet in an air engine of 45 horse power. A 
number of strips of sheet-iron, each 38 inches long and inches 
broad, and of a thickness of inch, were arranged side by side at 
intervals of inch. The narrow passages between the strips 
formed channels through which the air passed in alternate direc- 
tions. If a regenerator were formed of sheets of wire gauze 
placed parallel to each other and separated by non-conducting 
material, it would be easy to conceive that each plate might 
preserve its proper temperature, but where the air passed through 
continuous metal channels it might be thought difficult to maintain 
one end hot while the other was cold. With one engine making 
about 30 strokes per minute, it did not appear that the loss by 
conduction was serious, but the specification of a subsequent 



Stirling s Engine. 97 

patent of 1840 (No. 8,652) for an improved air engine described 
die plates as divided into four or more portions, the object being 
' to diminish their effect in conducting heat from the hot to the 
cold part of the plate-box.* 

64. Two engines have been constructed on Stirling*s principle, 
and have worked with considerable success. The first had a 
cylinder 12 inches in diameter, with a 2 feet stroke, making 40 
revolutions per minute, and giving out 21 H.P. The consump- 
tion of coal was 2 \ lbs. per H.P. per hour. Subsequently an 
engine of 45 H.P. was set up at the Dundee Foundry, and drove 
all the machinery of the works for a period of three years. .The 
cylinder was 16 inches in diameter, with a 4 feet stroke, and 
the number of revolutions was about 28 per minute. The heating 
vessels, however, caused so much difficulty that the method was 
given up. 


DESCRIPTION OF STIRLING*S AIR ENGINE. 

65. Stirling*s engine is supplied with compressed air ; that is 
an essential condition, for otherwise the power developed would 
be insufficient to move the working parts. In one example the 
pressure of the air varied from 160 lbs. to 240 lbs. per sq. inch, 
the temperature rising to 650® F. on one side of the regenerator, 
and falling to 160® F. on the other side. 

The appearance of the engine is that of an ordinary steam 
engine, the usual steam cylinder being converted into an air 
cylinder. Two cylindrical air vessels are connected with the 
working cylinder, one at each end thereof, and they perform the 
double office of a slide valve and boiler. They are of considerable 
size, being more than five times as large as the working cylinder ; 
and it is stated that f of each air vessel is occupied by its plunger, 
which is a hollow vessel, also cylindrical, turned so as to fit the 
interior of the air vessel quite closely, but without friction, and 
having a quantity of brickdust or other slow conductor of heat at 
its base. 

The drawing shows a section of the air vessel a b, with its 
plunger k h \ both are formed of cast iron, and the object is to 
obtain a very dose fit between the plunger and the cylindrical 

H 
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cadng, so as to prevent as far as possible any leakage of air along 
its sides. The bottom of the plunger is lined with brickdust, and 
a pipe leads from the space k b to a box e f, containing the 

regenerator. Two-thirds of this box 
is filled with plates of sheet-iron, and 
the remainder is filled with a number of 
copper pipes inch internal diameter, 
and inch thick, through which cold 
water circulates. The pipes are at a 
distance of inch apart, and form a 
refrigerator for removing any heat 
which has not been previously ex- 
tracted by the cold end of the re- 
generator, Any empty space round 
the pipes may be filled with blocks of 
iron or brass. The plate box ter- 
minates in an open pipe e m leading 
to the working cylinder. A fire is 
kept burning under the bottom of the 
air vessel, which is of increased thick- 
Fig. 34. ness at the base. There is a compress- 

ing pump for supplying any waste of air by leakage, the usual 
pressure of the enclosed cold air being ten atmospheres. 

When the plunger is raised it sends a quantity of air from the 
top of the air-vessel through the regenerator into the space K b. 
The air in K B is heated not only by passing through the hot end 
of the regenerator, which is at its base, but also by the heat of 
the fire ; its pressure rises, and it expands so as to produce an in- 
creased pressure along the passage R, which is at once felt upon 
oncyside of the piston in the working cylinder. On the other side 
of this piston is a second similar air-vessel, with its plunger de- 
pressed, whereby heated air has been forced through the re- 
generator into ^e space corresponding to a h, and has been 
cooled to a lower temperature and pressure, thereby causing 
the pressure on its side of the piston to fall, and the result is that 
we have air at, say, 240 lbs. pressure on one side of the piston, but 
at 150 lbs. pressure on the other side, and that there is an ample 
amount of working power. The peculiarity of the engine is 
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tliat tlie enclosed mass of compressed air is divided into two 
distinct portions, A and b, which are in some sense separate, 
although an open passage leads always from one to the other. 

The mass of air a fills the air vessel and passes to and 
fro through the regenerator. It is heated and cooled alternately, 
and the changes in its temperature give rise to the work done. 
The mass of air b is in contact with the piston of the engine ; 
and since b and a open freely to each other, the pressure of the 
mass B rises or falls with the pressure of the mass a. But that is 
all, for B is a mere carrier of pressure to the piston of the engine, 
and its temperature is comparatively unaffected. 

As to the mechanism of the engine, that is the same as for an 
ordinary steam engine. The only point to be noticed is that the 
plungers of the two air vessels are first worked by hand, in the 
same manner as the valves of a steam engine, and that after the 
engine is fairly started the motion is continued by an eccentric on 
the fly-wheel shaft. 

66. It may be useful to give the type of the diagram of energy 
in Stirling’s engine, although the subject demands much more 
space than is available in order to examine it thoroughly. Starting 
from the point s, with a mass of air at volume 
o M, and pressure s m, and remembering 
that we are not now dealing with the 
working cylinder — for the primary effect is 
modified by the cushion' of air, so that the 
diagram in the cylinder would be some- 
what as if that now to be exhibited were 
drawn on an elastic sheet of indiarubbe 
and pulled out at two opposite comers — we 
proceed as follows : — 

1. The air takes up heat in passing through the regenerator, 
and its pressure rises to p m. 

2. The air expands along the isothermal curve p q, for the loss 
of heat in doing work is at once repaired. 

5. The air deposits heat in the regenerator, and its pressure falls 
from Q N to R N. 

4. The air is compressed along the isothermal curve r s, for 
the heat given out in compression is at once absorbed. 

u 2 



Fig. 35. 
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The shaded area p Q r s is the diagram of energy^ and we see 
that by the artifice employed the engine works approximately 
according to the figure given above, but only approximately, for 
the heating or cooling does not take place exactly at a constant 
volume, and does not aflfect more than a poition of the enclosed 
ait, nor do the expansion and conxpression occur exactly at con- 
stant temperatures. 

It does not appear that a heated air engine with a regenerator 
has ever taken root, but the principle is established, and accordingly 
the reversible quality of such an engine has been successfully 
applied to that which is somewhat misnamed by its advocates, viz., 
the so-called ‘ mechanical production of cold.' 

67. In a reversed Stirling’s engine the working cylinder is 
converted into a pump driven by external force, and the cool end 
of each air vessel receives a substance from which heat is to be 
abstracted. Referring to fig. 35 we find that — 

1. The air is compressed through q p, and its temperature 
rises. 

2. Heat is then abstracted by a refrigerator cooled by a cur- 
rent of cold water, and further by a regenerator, the pressure 
falling to s m. 

3. The air expands through s r doing work, losing temperature, 
and taking up heat from the substance to be cooled. 

4. It is passed through the regenerator, becoming warmed, and 
its pressure rises to Q n. 

This cycle is continued, and at each double stroke of the pump 
a portion of heat is taken from the substances in each air vessel 
which are undergoing the cooling process, and is deposited in the 
regenerator, and this goes on until such a difference of temperature 
is set up between the hot and cold ends of the absorbing surfaces 
that the heat taken away from the substances is continually 
restored by conduction through the material of the regenerator. 

In a working engine it has been found that this result takes 
place at a temperature of 50® to 60° below the zero on the 
Fahrenheit scale. 
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CHAPTER IV. 

ON THE CONVERSION OF MOTION. 

68. Just as it is necessary to know something of the theory of 
heat in order to understand the philosophy of the steam engine, so 
also it is essential to pass through some training in the elements of 
the conversion of motion in order to comprehend the mechanism of 
the moving parts. We propose in the present chapter to give a brief 
outline of certain fundamental propositions which will be useful. 

The belief held by the ancients as to the nature of cii- 
cular motion was fanciful in conception, and was obviously unten- 
able. It was said that motion in a circle was simple^ in the sense 
that it was a primary movement, and not made up by putting 
together other separate movements. We, on the other hand, hold 
that the only case of simple motion is that of a point describing a 
straight line with a uniform velocity. Whenever a point deviates 
from a rectilinear path it is, or may be, the subject of two in- 
dependent movements in lines at right angles to each other. 

It is upon this idea that the whole learning of analytical geo- 
metry is built up. If we wish to repre- 
sent a curve by means of a relation be- 
tween symbols, called an equation to the 
curve^ we begin by drawing two lines, 
xox'yyoy^ at right angles to each other, ~ 
and employing them as lines of refer- 
ence. 

For example, let the curve be a 
circle whose centre is the pomt o. 

Take p, any point in the curve, and 
draw p N perpendicular to o x. Let on==;p, NP = y, op=sa; 
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Then o n* + n p* = o p* ; or ji:* + J'* == 


a relation between a which is satisfied by points situated in 
the circular curve a p, and by none other, and which is there- 
fore called the equation to the curve. 

The lines x^ y are the co-ordinates of the point p, and the 
axes xox\yoy are the axes of co-ordinates. Also the signs 4- 
and — are employed to indicate the position of p in any particular 
quadrant ; thus, if p were situated anywhere in the quadrant 
xf oy' the corresponding values of x and y would both be negative. 

It is to be observed that when p starts from a and travels 
round the circle, the point n follows this movement and makes an 
excursion from a to b and back again from b to a (see fig. 38). In 
other words, n makes a complete double oscillation in the line a b, 
while p describes the circumference of the circle. 

In like manner if we draw p m perpendicular to o y, we shall 
find that m makes a complete double oscillation in the line yy, 
while p describes the circumference beginning at a and ending 
there again. And yet there is a marked dissimilarity, as well as a 
resemblance, between the movements of n and m, which should 
now be made clear. 

69. Referring to the drawing, which is sketched from a model 
intended to exhibit simultaneously the motions of the points m 


r 



Fig. 37. 


and N, the framework 
being left out, we have 
a pin p passing through 
the grooved bars rs 
and T v, which overlap 
each other, and are con- 
nected by slender rods 
sliding between guides. 
Also X and y are small 
balls or index fingers 
traversing over a gra- 
duated scale, and indi- 


cating the movements of the respective bars. As the pin P 
travels round a circular groove a p b e formed in a board, it is 
apparent that x will oscillate to and fro with a motion identical 
with that of n, and that^ reproduces the movement of m. 
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Also cveiything depends on properly timing the rectilinear 
movements. In order to describe a circle, x starts from rest when 
y is at the middle of its swing. This is the essential condition ; 
and it is worth notice that if the board with a circular groove be 
replaced by another having a straight line groove inclined at 45* 
to 0 X, the two balls will start together from rest, and after preserv- 
ing identical movements throughout will come to rest at the same 
instant, the difference between the times of starting giving a circle 
in one case and a straight line in the other. 


ANALYSIS OF CIRCULAR MOTION. 


70. To express analytically the relation between the move- 
ments of the points n and p we proceed as follows : — 


Let an=a:, NP=y, op = tf,PON = 0, 
then AN = OA — ON = ^z — «cos0, 


or X ^ a {i cos 6 ) , * . (i) 
whence the position of n is known from 
that of p. 

In comparing the velocities of the same 
points it is usual to refer to the calculus 
and differentiate, when we have : — 


dx 

Tf 


= sin 0 X 


de 

d^ 



and remembering that velocity of n 


d X 

= and velocity of 


p 



it is apparent that 


vel. of N 
vel. of p 


= sin 0 ... (2) 


Equations (i) and (2) contain the whole theory of the subject, 
the first defining the law according to which the point N travels 
along A B, and the second indicating the velocity with which it 
moves at any instant That velocity being variable, its value 
may be most readily assigned by a process in the differential 
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calculus, but it may also be deduced by geometrical reasoning, and 
tbe student would probably be able to solve the problem for him- 
self now that the answer has been given. 

THE MOTION OF AN INDICATOR PENCIL. 

71. The model serves extremely well to exhibit the combina* 
tion of movements which occur in tracing an indicator diagram. 

For this purpose replace the board with a circular groove by 
another having an indicator diagram traced upon it. As the pin 

p travels round the outline 
of the diagram it is ap- 
parent that the index y 
will rise or fall with the 
fluctuations of the steam 
pressure, while the ball x 
moves to and fro hori- 
zontally with a motion de- 
rived from that of the piston 
of the engine, though on a 
diminished scale. Wattes 
first idea was to observe 
only the motion of but the invention was completed by com- 
bining therewith the reciprocation derived from the piston. The 
model presents an image of this combination of motions in a 
manner which renders it perfectly intelligible. 

THE SUN AND PLANET WHEELS. 

72. The sun and planet wheels, as used in the early rotative 
steam engines, were invented by Watt, and were employed for 
converting the reciprocating motion of the working beam of an 
engine into the circular motion of the fly-wheel. They involve a 
distinct principle in mechanism, which is applied in the construc- 
tion of some governors of steam engines. 

In a note upon this invention Watt says : — * Having made my 
reciprocating engines very regular in their movements, I con- 
sidered how to produce rotative motions from them in the best 
manner ; and, amidst various schemes which were subjected to 
trial or which passed through my mind, none appeared so likely 
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to answer the purpose as the application of the crank in the 
manner of the common turning lathe.' He goes on to say : — * I 
proceeded to make a model of my method, which answered my 
expectations ; but having neglected to take out a patent, the in- 
vention was communicated by a workman employed to make the 
model to some of the people about Mr. Wasbrough's engine, and 
a patent was taken out by them for the application of the crank 
to steam engines. In these circumstances I thought it better to 
endeavour to accomplish the same end by other means. Accord- 
ingly,* in 1781 I invented and took out a patent for several 
methods of producing rotative motions from reciprocating ones, 
amongst which was the method of sun and planet wheels.' 

It appears that in 1780 a patent (No. 1,263) was granted to 
J. Pickard, of Birmingham, for a ‘ new invented method of apply- 
ing steam engines to the turning of wheels.' In the specification 
it is stated that a lever, commonly called a crank, is fixed to the 
shaft or arbor of a great wheel, the pin of the crank being inserted 
into one end of a spear or carrier, the other end of which spear is 
connected by a moving joint with the regulating or great work- 
ing beam, and in some cases to the piston, of the fire engine 
cylinder. This is precisely the mode of connection now ordinarily 
adopted. 

The drawing shows Watt's invention as specified in a patent 
of 1781 (No. 1,306). CB is the working beam, and ab is the 
spear or connecting rod ; e is a wheel fixed upon the end of the 
shaft or axis f, which receives the rotatory motion which is com- 
municated to it by a second wheel, firmly fixed to a b in such a 
manner that it cannot rotate. Behind e b there is a heavy wheel, 
G G, having a groove or circular channel around its circumference, 
into which a pin at the back of a enters. The wheels a and b 
are thus kept in gear, and some such precaution is indispensable, 
but instead of the wheel with the groove and pin there may be a 
link connecting a and f. The construction having been described, 
the specification states that in the working of the engine the 
connecting rod pulls the wheel a up and down; and since its 
teeth are locked in the wheel e and it cannot turn upon its own 
axis, it cannot rise or fall without causing e to turn upon the axis 
F. When the two wheels a and e have equal numbers of teeth the 
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wheel R makes two revolutions on its axis for each stroke of the 
engine. 

In proving this result we shall assume that an imaginary arm 
connects the centres of the wheels a and e. 

Let £ make x revolutions in one double stroke of the piston; then 
the arm makes one revolution in the same time, and the wheel a 
remains practically at rest. Therefore e makes i revolutions 
relatively to the arm, while a makes o— i relatively to the same 



Fig. 40. 


arm ; also e and a are two equal wheels in gear, and consequently 
their relative rotations are equal in amount and opposite in sign. 
It follows that 

— I = 2lll /. X— I a= I, or a: = 2 . 

X-- 1 

That IS, the wheel e makes two revolutions while the wheel A is 
carried once round it 
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After explaining the contrivance Watt makes one most impor* 
tant observation : — ‘ And in order that the motion may be more 
regular 1 fix to or upon the shaft or axis f, or to or upon some 
other wheel or shaft to which it gives motion, a heavy whed or 
(lyer^ to receive or continue the motion communicated to it by 
the primary movement* And further, that in the cases to which 
this method may be applied, * a flyer or heavy rotative motion 
should be applied in order to equalise the motion.* 

The heavy wheel or flyer is the fly wheel which gives smooth- 
ness and regularity to the motion of the shafting employed for 
driving the machinery of mills. 


THE CRANK AND CONNECTING ROD. 

73. We pass on to analyse the conversion of circular into 
reciprocating motion by means of a crank and connecting rod, 

A crank being a lever or bar movable about a centre at one 
end, the connecting rod may be a bar attached to a sliding piece 
moving between guides, as in an ordinary direct acting engine. 
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Let c p represent an arm or crank centred at c, and attached 
by means of the connecting rod p q with a point Q constrained to 
move in the straight line c d. 

Draw PN X’^tocQ, and letcp=:^jr, pq = ^, PCAssfl, pqass^ 
Then cq = cn 4 * nq 

3= a cos d + h cos 0. 
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c Q = COS d -h sin* 8, 

which gives the relative positions of Q and p at any instant. 

Cor. I. Let 0 = o .*• c d = 

0 = ir /. c E = — 
whence de = cd — CE = 2 tf. 

The length d e is called the throw of the crank. 

Cor. 2. If we refer the motion of q to the point D we have 

DQ = CD— CQ = <Z + ^ — cos 6 — h COS 
or DQ = a (i — cos 0) -f- ^ (i — cos 0). 

This result might have been predicted beforehand, for it is 
evident that the circular motion of p round the fixed point c carries 
Q through a space « (i — cos 0), and that in the same time p is 
describing a circular path round the moving point Q, whereby, 
after completing the arc 3 0, it superadds the space ^ (i — cos <^). 
In other words, the circular motion of p round c gives rise to the 
ordinary reciprocating motion represented by <z (i — cos 0), while, 
at the same time, the swinging of p q through an angle <p superadds 
an inequality represented by ^(i — cos 0). 

Cor. 3. As ^ becomes more nearly equal to a the inequality 
will rise in importance, and the particular case where ^ is equal to 
a should be noticed. In that case 0=0,\DQ=2a(i — cos 0). 


Let e =- 
2 


cos 0 = 0, and d q = 2 a. 


The conclusion is that the inequality becomes so great that 
the motion fails. The point q would move up to c when the 
crank had revolved through 90®, and cp and pq would then 
rotate round c as one piece, the movement of q along d c having 
come to an end. 

Cor. 4. The relative velocities of p and q should be in- 
vestigated, because a comparison of their values at any instant will 
afford a comparison also of the pressures doing work at these 
respective points. 

Let D Q = :i?, then x = a + ^ a cos 0 — ^ cos 


, dx 

•• dt 


= A sin 0 


d 8 

dt 


+ 3 sin 0 

^ dt 
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bcosift^^a cos 0. ~ 
^ dt dt 


dx 
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^ = I « si 


sin 0 + sin 


_ a sin (0 + 0 ) d^ 
cos 0 * dt* 

vel. of Q _ sin (0 + 0) . 
vel. of p cos 0 
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watt's parallel motion. 

74. Hitherto we have described the piston and pump rods of 
an engine as being suspended by chains from the great working 
beam, a state of things which might have been tolerable in a 
single acting engine, but which was an absolute bar to the appli- 
cation of this type of engine for driving machinery. The idea of 
the necessity of a beam as part of a steam engine having ap- 
parently been adopted by the first makers of engines, it was, 
as Mr. Bramwell has pointed out, extremely difficult to per 
suade them to get rid of this particular construction and to set 
to work on any other method. 

And indeed one of Watt's first inventions in mechanism, and 
probably that which he regarded with more satisfaction than any 
ether, was a combination of linkwork for enabling the piston to 
act ‘ both by pushing and by drawing,' as he expressed it, on the 
working beam or great lever of an engine. The contrivance is 
described in the specification of a patent of 1784 (No. 1,432) to J. 
Watt, for ‘ improvements in steam engines.' The patentee states : — 
‘ My second new improvement on the steam engines consists in 
methods of directing ffie piston rods, the pump rods, and other parts 
of these engines, so as to move in perpendicular or other straight 
or right lines without using the great chains and arches commonly 
fixed to the working beams of the engines for that purpose, and so 
as to enable the engine to act on the working beams or great 
levers, both by pushing and by drawing, or both, in the ascent and 
descent of their pistons. I execute this on three principles. . . . 
The third principle, upon which I derive a perpendicular or 
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right-lined motion from a circular or angular motion, consists in 
forming certain combinations of levers moving upon centres, 
wherein the deviation from straight lines of the moving end of 
some of these levers is compensated by similar deviations, but in 
opposite directions, of one end of other levers/ 

The annexed sketch is taken from the original drawing de- 
posited in the Patent Office. 

A B is the working beam of the engine, the piston rod or air- 
pump rod being jointed at p to the rod b d, one end of which is 
attached to an iron bar, c d, centred on a fixed support at c. 



Fig. 42. 


As the beam oscillates the point b describes a circular arc on 
the centre a, and the point d describee a like arc on the centre c, 
and the convexities of these arcs, lying in opposite directions, 
compensate for each otheris variation from a straight line, so that 
the point p, at the top of the piston rod, which lies between these 
convexities, ascends or descends in a perpendicular or straight line/ 
This is Watt’s account of the invention, and for full details we 
refer the student to practical treatises. At present it may suffice 
to discuss one or two geometrical propositions which place it 
in a clearer light. 

75. In order to simplify matters we will examine the case 
where a b == c d. 

Taking a and c as the centres of motion, and b d the con- 
necting link, we observe that b describes a circular arc with its 
convexity turned to the right, and in like manner d describes 
aa identical circular arc with its convexity turned to die left 
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Some point in b d will describe a straight line, and our object is to 
find its position. Now b d manifestly begins to shift in the direction 
of itslength, and hence the required line will coincide with the normal 
position of b d. It is also evident that the point p, which most 
nearly describes a straight line, must bisect b d ; for the end b is 
describing a circle round a, and the end d is describing a circle 
round c, and it is only at the centre of B D that the tendency to 
describe a curve with a convexity approaching that of the path of 
B is or can be neutralised by the tendency to describe another 
curve with an equal convexity in the opposite direction, due to its 
connection with the arm c d. 



Fig. 43. Fig. 44. 


The defect of the contrivance is, that when the motion is 
pushed to an extreme degree, so that the connecting link tends to 
come into a line with either arm, the point p deviates sensibly into 
a curved path. By carrying b d round as far as it will go we obtain 
the figure in the sketch, which is made up of two intersecting 
straight lines (or lines not sensibly deviating therefrom) running 
into curved loops. 

In truth, this is not exact straight line motion at all, and the 
path of p, even where it is apparently most accurate, only ap- 
proximates to ideal excellence. But it is sufficiently near the 
truth for all practical purposes, and there appears no indication of 
any better or simpler combination for producing the same result. 
An exact straight line motion has, indeed, been discovered, and 
will be discussed presently, but it requires seven bars instead of 
three only for producing the motion in its mosf simple and 
elementary form. 
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In practice the beam of an engine seldom swings through an 
angle of more than 20® on each side of the horizontal line, and 
within that limit the deviation of the so-called parallel point p 
from a true rectilinear path is quite inconsiderable, as may readily 
be shown by analysis or verified by construction. Before entering 

upon a technical demonstration it 
may be useful to refer the student to 
fig* 45> which is intended to confirm 
the correctness of the previous reason- 
ing, by showing the manner in which 
the first regular looped diagram is 
distorted and affected by placing the 
pencil at the point p unduly near to 
the extremity D. The influence of 
the curvature which attaches to the 
path of D is now quite apparent, and a like distortion in the op- 
posite direction would occur if the describing point were carried 
towards b. 

76. In like manner, if ab and cd are unequal, ab being 
greater than c d, the path of the point p will, if in the centre of 
B D, be unduly affected by the increased convexity due to its con- 
nection with the shorter arm ; and in order to escape from this 
effect it will be necessary to move p away from d, and to bring it 
nearer to a b. 

It is pretty clear, since we are dealing with circular arcs, that 
the point p must now approach b in a proportion identical with 
that given by comparing a b with c d, or that we should have 

^ =z— as in fig. 46. 
a p AB 


It is easy to construct models and to verify the principle of 
Watf s parallel motion, when it will be found that the point p must 
be kept away from the shorter arm. 

The analytical proof is the following : — 

Refer now to fig. 46, and suppose the rods to be moved 
from the position abdc into another position, a D raw 
b My dn perpendicular to a b, c d, respectively, and let p-be the 
point in B D which most nearly describes a straight line. 
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Let ABssr, 3 p=s=^, = 

CD = S, vd = ^, DC^ = f 

We shall suppose in what follows that the motion of a b and c D 
is restricted within narrow limits, and shall deal approximately with 
our equations by substituting for the sine of an angle the corre • 
st)onding value of its circular measure : — 



But the link itself begins to move in the direction of its length, 
whereby, as a first approximation, its angular motion may be dis- 
regarded, in which case d m = d n, or r d s (p nearly. 

** y s H r 

Pd A B 

that is, the point p divides b d into two parts, which are inversely 
as the lengths of the nearest radius rods. 

Cor. I. If A B and c d are so placed that their centres both lie 
on the same side of b, it will be found that p lies in b d produced, 
but we shall still have b p : d p : : c d : a b. 

Cor. 2 . If it be desired to calculate the amount of deviation of 
the path of p from the normal direction of db we shall con- 
fine the investigation to the case where a b = c d. 

Let D b move into the position bd by shifting vertically and 
rotating through an angle a. 

Then deviation of p = 

2 

= r (cos 0 — cos • (l) 


1 
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Also let B D = /, then /+ m d I cos a + a n 

or / + r sin 6 = / cos a + r sin 

/. r sin 0 = r sin ^ + / (i — cos a) . . . (2) 

Again, /a = Bw + D« very nearly 

= r (i — cos 0) + (i — cos 0) 

= 2 r (i — cos 6 ) nearly. 

a = ^ (i — cos 6 ). 

By substituting this value of a in equation (2) we can deduce ^ 
with considerable accuracy, and calculate the required deviation 
of P. 

Ex. — Let 0 = -, and assume r = j = 50 in., / = 30 in. 

9 

a= y (*0603074)= *2010247. 

Or a represents an angle of ii® 31'. 

sin ^ = sin 20 + f (i — cos 11° 31') 

= *3420201 + i (-0201333) 

= * 3541001 . 

0 represents an angle of 20® 44' nearly. 

Hence deviation of p = y* (cos 20 — cos 20® 44') 

= 25 (‘0044544) _ 

= ^ inch approximately. 

It may be shown that this amount of deviation is again capable 
of reduction, if we cause the centres of motion, a and c, to ap- 
proach each other by shifting tliem horizontally through small 
spaces, the angles a b d and c d b being thus rendered each a 
little less than a right angle. This is a well-known artifice 

SCOTT RUSSELL'S STRAIGHT LINE MOTION, 

77. Another straight line motion has been suggested by 
Mr. Scott Russell as applicable in the conversion of reciprocating 
into circular motion in the case of steam engines. We propose to 
discuss it, not on account of its utility, for there would probably 
be some difficulty in finding an example in a working engine, but 
because it forms a step in the progressive stages which cany us to 
the complete solution of the problem of drawing a straight line. 
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Some very useful combinations in mechanism may be derived 
from propositions in Euclid by simply arranging a diagram model 
with movable joints. 

For example, the angle in a semicircle is a right angle. 
Taking this proposition, let bad be a right angle, bd a rod 
forming the diameter of a circle 
BAD whose centre is c, and jointed 
to A by a link A c. 

If the end b be constrained to 
move in the horizontal line a e the 
point D will traverse the vertical 
line af, in virtue of the property 
that the angle in a semicircle is a 
right angle. 

In this way a straight line motion 
is obtained, but it is not exact, being 
simply a copy of the truth of the line Fig. 47. 

a e. In practice a e would be the surface of a so-called ^ true 
plane,' upon which b would slide, and the truth of the line f d 
would be the same and no greater than that of the approximate 
plane. Mr. Scott Russell’s idea was to connect the end of the 
piston rod with the point d, and to adapt this construction to any 
given engine. 

78. The previous proposition has commended itself also to 
an inventor, J. Booth, who took out a patent in 1843 (No. 9,824) 
for a ' means of converting rectilinear into rotatory motion or the 
converse.' 

Since the point a is fixed and a c remains constant, it follows 
that the centre, c, of the given circle will itself describe another 
equal circle round the point a. Whence, if f h, e k be two rect- 
angular ^ooves, divided at a, and the ends of the bar b d be pro- 
vided with pins running in the grooves, the rotation of c a will 
cause d to slide up and down in f h, while b slides to and fro 
along E K. 

In like manner if the end of a piston rod moving in a vertical 
cylinder be connected with d, and there be a flywheel to carry 
the crank c a over the dead points, we should have a combination 
capable of application to a steam engine. 
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Recurring now to Art. 73, Cor. 3, we can extricate the move- 
ment from the failure there pointed out, and shall obtain the 
singular result that the throw of the crank becomes doubled. 

As before, let the point b move to and fro in the line e k, and 
instead of working with a crank a c and a connecting rod c b 
produce the connecting rod b c to the point d, making c d = c b. 
Then attach a pin at the end d and supply two vertical grooves in 
the line h f, leaving a break about the centre, a. 

If now we rotate the crank c a round the centre of motion a, 
it will be found that b oscillates through a space equal to 2 b D, and 
that the throw of the crank is 4 a c. There is a model showing 
this result in the collection of apparatus belonging to the School 
of Mines. 


GRASSHOPPER ENGINES. 

79. A modified form of Mr. Scott Russell’s arrangement was 
carried out many years ago in the marine engines of a vessel 
named the ^ Gorgon,' and may be met with in an analogous shape 
in small engines, which are convenient in the workshop, and are 
known as ^grasshopper engines.' The device has been to replace 
the slide on which b moves by a lever centred at some distance 
below it, whereby b describes the small arc of a circle which is 
approximately a straight line. 

Here the point f is attached to the end of the piston rod, also 



a and 0 are fixed centres of motion, and b is connected with o by 
the arm o b. We will take the case when c f and c b are unequal 
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Draw c R A B and c v J.** f l, which latter line is the direc- 
tion of the piston rod. 

Let ACssflf, CAB = 0 , 

CF=^, CBA=<^. 

Then AR = ^?cos 0 = a^i nearly, 


c V = ^ cos ^ „ 

, , ad^ , lKf>^ 

/. A L = a — ^ 


But A L = since f describes the line l f, /. — = 

2 2 

Also - = = I nearly, 

^ sin 0 0 

/, a % ^ b a^y ox '=^ a by 

which determines the position of the point b, when the motion is 
correctly performed. 

In a grasshopper engine b f is the working beam, and b o is a 
vibrating pillar at one end ; the piston rod is attached at f, and 
the connecting rod is jointed at a point intermediate between c and 
b. The great advantage, besides compactness of form, is that the 
power and the resistance act on the same side of the fulcrum of the 
working beam, and that the friction thereon is correspondingly 
reduced. It is an objection to an ordinary beam engine that the 
power and the resistance act on opposite sides of the fulcrum, 
whereby the resultant pressure influencing friction is the sum of 
these forces, instead of being only their difference ; or, to state the 
matter differently, in one case the beam is a lever of the second 
order in the other case it is a lever of the first order. 


PEAUCELLIER*S EXACT STRAIGHT LINE MOTION. 

8o. The important discovery of the method of drawing a 
straight line by a combination of bars jointed together, and some 
of which are movable upon fixed centres, was first made public 
in the year 1864 by M. Peaucellier, an officer of Engineers in the 
French army. 
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The combination consists of seven bars, as in hg. 49, whereof 
C R s c s, c being a fixed centre of motion ; £ D = ^ d c, the point 


K 



s 


Fig. 49. 

£ being a fixed centre of motion ; and fr = rd = ds = sf, the 
whole of the respective bars being so jointed at their ends as to 
permit perfect freedom of motion in the plane of the paper. 

If the system be moved within the limits possible by its con- 
struction the diamond-shaped figure f r d s will open out or 
close up, the points r and s will describe circles about c, and the 
point D will describe a circle, which, if completed, would pass 
through the point c, but f will describe an exact straight line. 

To prove this we refer to fig. 50, where the bars have been 
moved upwards, one half of the combination being left out for 
greater simplicity in the diagram. 



Fig. 50. 


Join c P and produce it to q, and draw r n J.*' p q. 
Let CR = C, PR = ^, PN = NQs=JIP, NR ^y. 

Then ^ + (;r -f c p)* 

= j;* 4- 

A = C P* + 2JIP X c P 

= c p (c p + 2:t) 

=. CP X CQ. 
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When the rods are in the normal position, as shown in fig, 49, 
let Q be at.the point f. Join f q and p d. 

Then by parity of reasoning we have 

CD X CF=:^ — ^* = CPX CQ. 

/. c D : c p : : c Q : c F. 

Hence in the triangles c Q f, c d p there is one angle common 
to each, viz., the angle Q c f, and the sides about this common angle 
are proportional \ therefore the triangles are equiangular and die 
angle c p d = angle Q f c (Euclid, book vi. prop. 6). 

But c p D is the angle in a semicircle, and is therefore a right 
angle ; hence q f is i.*" c f, and Q lies always in a straight line 
through f, which is at right angles to c f. 

Hence the point Q moves in a straight line. 

81. It is universally admitted among scientific men that this is 
a discovery of the highest value as a contribution to the science 
of geometry, and the student will do well to examine it carefully in 
detail. For this purpose he should take the combination when 
unfettered by the bar d e, and should establish by trial the relation 
between the sides, viz. : — 

CD X c F = c R* — R d*. 

It is usual to call the figure f r d s a cell^ the points D and f 
being the poles of the cell, and the arm e d being introduced 
simply to control the motion. 

Thus, if the pole d describes a circle of any given radius round 
some point in the direction of d c, the pole F.must of necessity 
describe another circle whose centre lies also in the same line — ^it 
may be that these fragments of circles have their convexities in the 
same or in opposite directions. All that is a matter for trial or 
study. And again, the relative sizes of the circles will vary, so 
that it becomes possible to draw an arc of a circle of almost any 
required radius. 

The case in the text is where these two circular arcs, 
which always co-exist when e d is centred at some point 
E in D c, or that line produced, are so related that the radius of 
one of them becomes infinite. 
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DUPLICATE STRAIGHT LINE MOTIONS. 

82. In the application of Watt's parallel motion to the steam 
engine it became necessary to provide for two parallel points, as 
they were called, one for the attachment of the piston rod to the 
beam, and the other at the end of the air-pump rod. 

Watt solved this problem in an admirable manner by in- 
corporating into his combination a jointed parallelogram, which 
gave a means of obtaining two, three, or any number of points 
severally describing straight lines. 

In order to understand the contrivance we require in the first 
instance to know when two curves are similar, and in a treatise 
on Mewton's * Principia ' the test of similarity is stated as follows : — 

* Two curves are similar when there can be drawn in them two 
distances from two points similarly situated, such that if any two 
Other distances be drawn equally inclined to the former the four 
are proportional.' 

We come now to another example of the value of a movable 
geometrical figure. 

Let B D F E be a jointed parallelogram with any given sides. 
Produce ef, eb to convenient lengths and take a as a fixed 

centre of motion. Draw any line 
A p Q, through A, as shown, meeting 
E F in Q and B D in p. It will be 
found that p and Q describe similar 
curves. This is evident, for 
ap:aq=:ab:ae, 
and if b and e originally occupied 
the positions h and k we have also 
ab:ae=ah:ak, 
and A p, a Q both make the same 
angle with a k, whence p and q always fulfil Newton's condition 
of similarity. 

Cor. If p describes a straight line q must do the same. 

Note. The jointed parallelogram appears also as a very useful 
drawing instrument, called a pantograph^ and employed for pro- 
ducing enlarged or reduced copies of plans or drawings. For this 
purpose a centre is fixed at a, and pencils are inserted at p and Q 
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Fig. 52. 


To recur to the parallel motion of a beam engine. It is a 
common construction to make the arms a b, c D equal to each 
other, A being the centre of the working beam, and c being 
a fixed point for the attachment of the 
rod c D. In such a case the end of the 
air-pump rod is jointed to the middle of ^ 

B D, and the parallelogram d f is added 
by taking b F = a b, the end of the piston 
rod being jointed at the angle e. 

If c D be not equal to a b, it will be 
necessary to find b f by calculation, in 
order that the second parallel point may 
lie at the vertex, e. 

Thus, let A b = r, c D = j, B F = .T. 

Then ^ ^ = £ by property of the parallel motion ; 

• 

s 

Hence the complete arrangement consists of two distinct 
portions incorporated together in the manner pointed out 

The same construction is directly applicable to Peaucellier’s 
straight line motion. 

Taking the ordinary combination, produce the lines c R, c s to 
the points h, l, making c h = c l, and add two bars, h t, l t, of 



such length that they are respectively parallel to R p and s p. This 
parallelism must necessarily continue throughout the motion, and 
it follows that if p q were drawn parallel to h r we should have 
an actual pantograph connecting p and x, just as Watt made i:. 
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Hence p and t must describe similar paths, which in this case are 
straight lines. 

For a compound cylinder beam engine, that is, an engine 
having two steam cylinders placed side by side under the same 
working beam, it is necessary to provide that three points shall 
respectively describe straight lines. The arrangement for effecting 
this object will be understood from Fig. 54. 

The line af represents one-half of the working beam, the 
centre of motion being at a. There is also the primary combina- 
tion of two equal arms a b, c d, with the connecting link b d, and 
the guiding parallel point is at r, the middle point of b d. 



The parallelogram f b d p is the added portion, constituting the 
pantograph ; and the lengths of the respective lines being so chosen 
that A R, when produced, meets f p at the angular point p, it fol- 
lows that p also describes a straight line. Also if any interme- 
diate jointed bar, such as h l, be interposed between b and f, 
so as to be parallel to b d or f p, it is apparent that the point q, 
where h l is intersected by a r, will fall under the same geo- 
metrical conditions as the point p, and will describe a straight line 
similar to the path of 
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CHAPTER V. 

THE INDICATOR, AND DETAILS OF CONSTRUCTION. 

83. In every branch of science our knowledge increases as 
the power of measurement becomes improved ; and we have now 
to discuss, in the first instance, the measuring instrument pecu- 
liarly appropriated to the steam engine, viz., the indicator invented 
by Watt The student must thoroughly understand the reading of 
an indicator diagram before he can appreciate the reasons for the 
various methods of construction adopted with reference to some 
of the working parts of an engine. 

We begin with a few observations as to the mode of estimating 
work which is adopted in this country. 

THE HORSE-POWER AND DUTY OF A STEAM-ENGINE. 

84. Work is done by a force when some resistance is over*' 
come, whereby the point of application of the force is continually 
moved, notwithstanding the resistance. 

The most simple case is where the force is constant and the 
direction of motion is in the line of direction of the force. The 
work done will thus be expressed by the product of the force, or 
resistance, into the space described. 

Definition , — The unit of work is the work done in lifting one 
pound through a height of one foot, and is called a foot-pound. 

The number of units of work performed in a given time, say 
one minute, is a measure of the efficiency of the agent employed. 

Watt estimated the work of a horse for one minute at 33,000 
foot-pounds, and this estimate is adopted by universal consent, 
though it is too large. For estimating the work performed by a 
steam-engine the standard of measurement is technically termed a 
horse-power, and is 33,000 foot-pounds. An engine which raises 
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33,000 pounds through one foot in one minute is said to exert 
one horse-power, and its rate of doing work is determined. 

When an engine is at work for a length of time it has been 
customary to estimate its performance by a still larger standard. 
Thus the term duty is applied to indicate the number of millions 
of pounds raised through a height of one foot by the burning of 
one bushel of coal. 

In Cornwall a bushel of coal weighs 94 lbs., whereas in New- 
castle it weighs 84 lbs. Hence, for the sake of uniformity, the 
measure has been altered by substituting ‘ one hundred and twelve 
pounds * for * one bushel ' of coal. 

But this measure, though suitable for estimating the work 
done by pumping engines, is not convenient for other purposes, 
and it has become the practice to estimate the performance of an 
engine by ascertaining the number of pounds of coal burnt per 
hour for each horse-power at which the engine is working. Tliis 
gives a useful measure in small numbers, easily remembered. 

It has been a common performance with steam engines to 
bum 4 lbs. of coal per horse-power per hour ; and in order to form 
an vdea of the numbers which would probably be met with, we 
deduce the duty of such an engine as follows : — 

Ex. — Let the duty be estimated by the burning of 112 lbs. of 
coal Then 4 lbs. does the work represented by 60 x 33,000, 
or 1,980,000 foot-pounds per hour. Therefore 112 lbs. does 
the work represented by 1,980,000 x 28 foot-pounds, 
or duty of engine = 28 x 1,980,000 ft-lbs. 

= 55,440,000 ft. -lbs. 

This being so, it follows that the duty of an engine which 
bums I lb. of coal per H.P. per hour is four times as great, or is 
represented by about 222 millions of foot-pounds. 

85. The progress made in the economy of fuel by successive 
improvements in the. steam engine may be readily traced by com- 
parison of the number of pounds of coal burnt per H.P. per hour. 
Thus, in Smeaton’s early engines on Newcomen’s principle the 
consumption was 2976 lbs. of coal per H.P. per hour. In his later 
engines it was improved to 17 *6 lbs. 

The reported duty of Cornish pumping engines has shown a 
consumption of 10*87 lbs. in the year 1811, 1*73 lbs. in 1842, and 
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of 2*90 lbs. in 1872. It is said that Watt began with 8*3 lbs. and 
went on to 27 lbs. 

As already stated, before the year 1863 the average consump- 
tion of coal in the best marine engines was 4^ lbs. per H.P. per 
hour. In the year 1872 it appeared, from a comparison of nine- 
teen ocean steamers, that the consumption had been reduced to an 
average of 2-11 lbs., being a saving of 50 per cent 

Here we may notice the theoretical capability which engineers 
sometimes attribute to fuel. Thus, in commenting on tlie pre- 
vailing waste of coal, Mr. Siemens (1872) has remarked: — 

‘ One pound of ordinary coal develops in its combustion 
12,000® (Fahr.) units of heat, which, in their turn, represent 
12,000x772 ft -lbs. of work (9,264,000 ft. -lbs.), and these repre- 
sent a consumption of barely ^ lb. of coal per indicated horse- 
power per hour ; whereas few engines produce an indicated horse- 
power with less than ten times that expenditure, or say 2^ lbs, of 
coal.' 

The estimate of i lb. of coal per H.P. per hour may be arrived 

at as follows : — Since ^ = 2807, it appears that the per- 

33,000 ^ 

formance would be to that of an engine burning i lb. of coal per 
H.P. per hour as 2807 : 60, which is somewhat greater than 4 to i. 

We have seen in the third chapter the true meaning which is 
to be attached to such observations. A pound of coal can only 
do work by the operation of a heat engine, its function being to 
store up heat in a gas which does work by expanding between 
two given temperatures. 

Let the pound of coal supply without any loss steam at 300 lbs. 
pressure to a perfect engine where the condenser is at a tempera- 
ture of ioo®F. The temperature of the steam will be 417® F. 

Thus, work done = H 

Now, JH represents H.P. for i lb. of coal — j h re- 

00 II 

presents 17 H.P. for i lb. of coal Also 2^ lbs. of coal for i H.P* 
b the same as i lb. of coal for | H.P. Hence the comparison 
lies between i lb. of coal for 17 H.P., and i lb. of coal for *4 
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which numbers are as 17 : 4> being a little more than 4 to i, in- 
stead of 10 to I. 

In truth, we begin by throwing away ^ of the whole heat, 

which passes into the condenser and is lost ; and indeed we are 
constrained to work between temperatures which lie within mode- 
rate limits of difference, for which reason it becomes hopeless 
to refer to the whole heat as a standard. 

IMPROVEMENTS IN THE INDICATOR. 

86. The indicator, as originally constructed, was not in a form 
convenient for use, and it has been modified and improved by 



Fig. 55. 

various makers. The first obvious change has been to replace 
the flat- board by a cylinder enclosing a spring. The cylinder is 
caused to reciprocate through one turn by the pull of a string 
attached to some piece whose motion is identical with that of the 
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piston, and it returns with a corresponding movement, whereby 
a diagram is traced upon a sheet of paper wrapped round the 
cylinder, just as in the former case. 

Another improvement consists in reducing the motion of the 
piston, and magnifying that of the pencil. It is manifest that 
when steam at a high pressure is suddenly admitted into the 
cylinder of the instrument the pencil will rise with a jerk, and will 
oscillate with a tremulous motion during the time that it ought 
to be descending smoothly according to the curve of expansion. 
The result will be a wavy line instead of a regular curve, being the 
very defect which Watt said was sure to occur when the steam 
pressure was read by a mercurial gauge. The jumping up and down 
of the pencil has proved a source of great annoyance in practice, 
so that thoroughly good diagrams could scarcely be obtained from 
fast-going engines. However, Mr. Richards has overcome the 
difficulty by diminishing the piston-stroke and multiplying the 
travel of the indicator pencil, so as to bring it up to the original 
standard. He supplies a stronger and shorter spring than that 
used in an ordinary instrument, and the vibrations become incon- 
siderable. The drawing shows the improvement, and furnishes 
an illustration of a useful adaptation of Watt’s parallel motion ; — • 



Two equal bars a b and c d are connected by a link d b carry- 
ing a pencil p at its middle point p. The piston rod e r is attach^ 
by a link r s to a point s in c d, such that c s = ^ c d. Also when 
A B and c D are in the position of rest, as in the sketch, it will be 
found that R s is parallel to d b, and that c r p is a straight line. 

It follows that, just as in the duplicate straight line motion of 
Peaucellier, the pantograph exists in a disguised form. Thus the 
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points R and p necessarily both describe straight lines, which are 
similar paths ; and s r and d p, being parallel at starting, must 
remain so throughout the motion. They would be kept parallel 
to each other if the pantograph were constructed, and they remain 
parallel in virtue of the motion, which is that due to a pantograph, 
and not to be distinguished from it 

Hence, travel of p : travel of r = c d : c s. 

In the indicator, as constructed, the movement of r is magni- 
fied about four times. 

It should be understood that the frame carrying the parallel 
motion bars is attached to a collar which can be rotated on the 
cylinder, whereby the pencil is readily brought up to the paper 
or removed from it 

DIAGRAM EXHIBITING THE RELATION BETWEEN THE PRESSURE 
AND VOLUME OF SATURATED STEAM. 

87. Hitherto we have spoken of the expansion of air either 
according to Boyle's law or in an adiabatic curve, but in ap- 
plying the results of experiments on the expansion of steam to a 
practical use it becomes important to regard the behaviour of that 
particular substance from another point of view. 

It has been shown that the pressure and temperature of satu- 
rated steam rise conjointly, though not in the same degree, and 
tables have been formed expressing the relation between the 
pressure, volume, and temperature of saturated steam. It will be 
borne in mind that steam in contact with the water from which it 
is generated is called saturated steam ; and further, that when 
saturated steam at a high pressure expands while doing work its 
temperature falls, and a portion of the steam is re-converted into 
water. Furthermore, if we operate with saturated steam at a given 
temperature and endeavour to compress it, we may reduce its 
volume, but we cannot increase its pressure. Each temperature has 
its own corresponding pressure, which cannot be varied ; and, as 
we have sufficiently shown in the first chapter, if the volume be 
diminished while the temperature remains constant, the only result 
will be that more and more of the steam will be reconverted into 
water, the pressure remaining unchanged. 
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If the relations between the pressure and volume be mapped out 
for any given weight of steam, we have a curve, which is of great 
value in interpreting the diagrams given by an indicator. It 
differs from Boyle's curve of expansion, it differs from the curve 
of expansion of superheated steam, which would be that of a 
perfect gas ; it is a curve furnished by experimental data, and 
expresses the conditions which obtain when saturated steam 
changes its state of pressure, volume, and temperature without 
ceasing to be saturated. 

The table generally relied on is deduced from Regnault's ex- 
periments, but as a matter of illustration we refer to the results of 
experiments made by Fairbaim and Tate. The substance being 
saturated steam, those numbers only are selected which are re- 
quired for the present example : — 


Pressure in lbs. per tq. 
inch 

Temperature 

Fahrenheit 

Specific 

volume 

11 

19777 

2167*4 

12 

201 -96 

1994*0 

147 

212 

1641*5 

25 

240 

9848 

35 

259-65 

7 i 3’4 

36 

260 83 

694-5 


By ‘ specific volume,* or, as it is sometimes termed, ‘relative 
volume,’ is meant the volume of the steam as compared with 
that of the water from which it is generated; and since the numbers 
are large it is common to reduce them by increasing the unit of 
volume fifty times. 

Conceive now that we deal with a given weight of saturated 
steam at a pressure of 36 lbs. and a volume 694*5, and allow it to 
expand doing work. Since 3 x 694-5 = 2083.5, it is apparent 
that if the expansion be carried to three times the original volume 
the pressure will become less than 12 lbs., whereas, according to 
Boyle’s law, it should be exactly 12 lbs. There is, therefore, a small 
deviation from Boyle’s law in the form of the curve. 

The point to be noticed is that the curve, when obtained, repre- 
sents a theoretical indicator diagram. In the present ex^pie, 
setting out a number of intermediate points for pressures at 34, 

K 
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33, &c. lbs. and registering the corresponding volumes, also calling 
694*5 unity, we have the annexed diagram, where all vertical lines 
represent lines of pressure, and all horizontal lines refer to 
volumes, and where the steam is maintained in its h)rpothetical 
state by a supply of heat from without 



Let the horizontal line terminating at d represent the travel of 
the piston of an engine which is supplied with saturated steam at 
36 lbs. pressure, and let the pressure be continued constant 
during ^ of the stroke, as indicated by h s. The steam now ex- 
pands along the curved line sr and its pressure falls to rd, 
which is a little under 12 lbs. A full opening is then made to the 
exhaust ; and if the condensation of the steam were instantaneous 
and perfect the pressure would fall to zero, and would remain so 
during the return stroke. Assume that the condensation is 
instantaneous, but that the pressure falls only to 4 lbs., repre- 
sented by B D, and remains constant till the piston reaches the end 
of its stroke. 

The area h s r b a will represent the whole work done in the 
double stroke, and is contrasted with the area h s £ a, which re- 
presents the work which would have been performed by the same 
weight of steam if there had been condensation without expansion. 
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In 1849 Cowper published a complete diagram of the 

expansion of saturated steam, ranging from a pressure of 2 lbs. per 
square inch up to 120 lbs. He stated that the diagram was in- 
tended to facilitate the calculation of the amount of power ob- 
tained by different methods of employing steam.’ There were 
two divided scales, viz., (t) a vertical scale of pressures from zero 
up to 120 lbs. (2) a horizontal scale of volumes, giving the volume 
of the same weight of steam at each different pressure as com- 
pared with the water from which it was generated, one division on 
the scale representing 50 units of volume. 

The general character of the diagram is shown in fig. 58, each 
little square being further subdivided into 25 squares in the pub- 
lished card. A dotted line represents the curve of expansion 
from the top of the figure according to Boyle’s law. The dimen- 
sions are the following : — Line of volumes = ii inches, line of 
pressures = 6 inches. 



Fig. 58. 

88. Having employed this expansion curve for obtaining the 
normal or theoretical form of an indicator diagram, which closely 
resembles that given by Watt, we refer to fig. 58, where five small 
sketches are appended, which, when rightly understood, present 
a summary of successive improvements in the steam-engine, 
the horizontal dark line being the line of atmospheric pressure 
throughout : — 

I. The shaded rectangle is the diagram of work done by a 
given weight of steam when employed in a condensing engine. 
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The rectangle cut away at the base represents the loss by imperfect 
condensation. 

2. The diagram of work when steam at the atmospheric pres- 
sure is expanded 2J times with condensation, as in Watt's early 
engines, before the employment of high pressure steam. 

3. This figure represents the work done by an equal weight of 
steam at a pressure of 60 lbs., without expansion and without 
condensation. 

4. Then comes moderate expansion of steam at 60 lbs. pressure, 
without condensation. It is apparent that the curve is taken in 
every case from the normal diagram, and here the expansion is 
carried to three volumes. The rectangle cut away represents, in 
each case, the loss by back pressure. 

5. The same case repeated, except that the expansion is con- 
tinued to 9 volumes, and we have the theoretical indicator diagram 
of an engine working according to a more economical method. 

The indicator being a measuring instrument attached to 
the cylinder, and intended particularly to inform us as to the 
action of the valves connected therewith, it will be essential to give 
some sketch of these working parts before discussing the peculi- 
arities of the outline traced out by the pencil. 

It is not within the purpose of this book to present that full 
information which is to be found in large works crowded with 
working drawings, and it must suffice to point out enough for a fair 
explanation of the matter before us. 

VALVE MOTION OF A SINGLE-ACTING ENGINE. — THE HYDRAULIC 
GOVERNOR, OR CATARACT. 

89. To begin with the valve motion of a single-acting engine. 
It will be remembered that there are three principal valves con- 
nected with the cylinder, viz. (i) the steam valve, (2) the equili- 
brium valve, (3) the exhaust valve. Originally these valves were 
simple discs covering the respective openings, but at the present 
time they are balanced valves, usually of the Cornish double-beat 
or crown- valve construction, to be presently described. There is 
no rotating shaft or fly-wheel connected with a pumping engine 
for mines, and hence the motion available for rendering the 
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mechanism self-acting is not continuous but intermittent. The 
exact period of opening each valve will determine the number of 
strokes made per minute, and is the first thing to be provided for. 
It is evident that some independent agent must be at work to 
open the valves, and when that is effected the motion of the beam 
may be utilised for closing them at the right instant. 

The independent agent referred to takes the name of a cataract^ 
probably from the original form of the apparatus, which, in the 
early days of steam engines, was that of a vessel into which water 
was poured at a definite rate through a partly-opened tap. The 
vessel was lop sided and tilted over, so as to discharge its contents 
in a sort of cataract as soon as the water had risen to a certain 
height. The falling over of the vessel determined the period of 
opening the valve with which it was connected. After a sufficient 
time the same valve was closed by a lever actuated by a projection 
or tappet on the plug rod, of which mention was made in the 
account of Newcomen’s engine. 

The principle of the cataract in its modern form will be under- 
stood from the annexed sketch. Inside a cistern partly filled with 
water there is placed a plunger 
pump p, connected with a valve o, 
opening upwards into the chamber 
of the pump, and having a tap a, 
capable of being regulated by a 
lever a d and a rod d e. The 
plunger p is loaded, so that after 
being raised it will force out w^ater 
through the tap a. The valve o is 
fully open when the plunger rises, 
and closes as soon as it begins to 
descend, and the only escape remaining for the water is through 
the panly open tap, the regulation of which determines the rate 
at which p descends. Up to this point the cataract is a simple 
plunger pump, with a partly open tap in place of the usual delivery 
valve. 

The next drawing, on p. 134, will show the external form of 
the cataract as well as its connection with the valves of the engine. 
And here we may point out that there are commonly two cataracts 
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Fig. 6o. 


employed, the function of one being to open the steam and exhaust 
valves, and that of the other being to open the equilibrium valve, 
tn the drawing the cataract is represented as acting upon the steam 



Valve Motion of Single-acting Engine. 135 

and exhaust valves. The plunger p is a hollow cylinder, closed at 
the bottom but open at the top, and called a trunk ; it is attached by 
a rod to the lever n o m, whicli is centred at o, and is raised when 
the tappet or projection shown at t on the plug rod comes in contact 
with the tail of the curved lever-arm springing from w, which 
lever-arm is a handle for rotating the small chain-wheel. The 
result is that the chain is wound up to some extent, and p is raised. 
The weight hung at n now causes the plunger to sink, and water 
is forced out at the partly open tap, the cataract rod rising until 
eventually its extreme end lifts the lever at the top steam arbor 
(that is, axis) and liberates the catch. 

The regulation of the descent of the plunger being effected by 
opening the waste tap at d more or less, there is a separate bar de 
connected with the short lever attached at //, which has a screwed 
portion, as shown, and by rotating the knob e at the upper end of 
the bar the tap may bt opened or closed. 

In order to complete the explanation it is necessary to turn to 
fig. 61, which exhibits the mechanism employed for opening and 
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closing the steam valve s. A catch rod r s holds the catch i, which 
has a fixed centre at e. As soon as i is liberated w descends 
and s opens. The left-hand sketch shows the cataract rod 
ascending and just about to raise the end r of the catch rod rs. 
The tail /of the lever /e b will then move upward into the position 
Fhown in the second sketch, and it should be understood that the 
only part of the i3lug rod which interferes with the freedom of 
motion of / is the dark-shaded piece marked h. 
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When the valve s is raised the piston descends and pulls down 
one end of the working beam; this brings down also the plug rod, 
and causes the part h to strike the tail /of the lever ^ e/; and to 
depress it into a position ready for being locked by the catch rod 
sr soon as that rod is set free by the sinking of the cataract 
rod. When once locked the valve s must remain closed until it 
is liberated by the cataract or by hand, for of course the valves, 
may be worked by hand if desired. The period, or rather the 
portion of the length of stroke, during which the steam valve 
remains open is regulated by adjusting the position of the piece h, 
and determines the amount of expansion. In a powerful pumping 
engine, such as is employed at waterworks, where a weight of 30 
or 40 tons is lifted some eight times in a minute, it is most 
remarkable to watch the steam valve lever and to note the short 
space of time which elapses between the opening and closing of 
the passage for steam. 

CYLINDER, SLIDE-VALVE, AND PISTON. 

90. We pass on to the cylinder, piston, and slide-valve of a 
locomotive engine. Several drawings would be required for exhibit- 
ing these respective parts completely, but there is not space for 
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more than a longitudinal section of the cylinder, together with the 
piston and valve for distributing the steam. 
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The cylinder is 16 inches in diameter and \ inch thick ; it is 
made of cast iron, and is bored out in a lathe. The thickness of 
a steam cylinder depends, of course, upon the diameter and the 
intended pressure of the steam. One cover is movable, in order 
to admit the piston, but the other cover is often a part of the 
casting. The openings into the cylinder are called steam-ports, 
being rectangular in shape and bounded by a plane surface 
scraped up so as to approximate to a so-called true plane. The 
ports lead into passages shown in the sketch through which the 
steam enters into or escapes from the cylinder. 

Murdock’s slide-valve. 

The most important element of the combination is the slide- 
valve, which is in a form derived from the original invention of W, 
Murdock, who, in 1799, obtained a patent (No. 2,340) for an im- 
proved construction of the steam valves in Watt’s double-acting 
engine. 

91. Murdock’s valve, technically called a D valve, consists of a 
hollow pipe A, usually semicircular in form, and attached to a rod 
as shown. Upon the flat side of the pipe are two 
plane rectangular faces which slide upon correspond- 
ing plane surfaces having rectangular openings called 
ports, which form passages into the cylinder and 
convey the steam to either side of the piston. The 
sliding faces are scraped so as to be as nearly as 
possible true planes and work upon a corresponding 
plane surface, the object being to render the valve 
steam-tight on the plane side. The valve is cylin- 
drical at the back, and is kept steam-tight by packing 
at D and e. It will be understood that the sketch is 
a mere lecture diagram, and does not show the con- 
struction of the several parts ; thus, the packing at D 
and E is not carried with the valve, but is pressed 
against it through openings in the back of the slide-case. 

Any steam which enters the central portion by the 
passage indicated will circulate freely round the pipe, while tlie 
space below the valve is permanently open to the condenser. 

In the drawing steam is entering below the piston p, and is 
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driving it upwards, while the steam above p escapes through the 
upper port, passes down the hollow pipe, and enters the condenser. 
Upon raising the slide-valve the reverse takes place, for steam 
enters at the upper port and escapes through the lower port 
directly into the condenser. 

Each end of the pipe may be regarded as a separate valve, and 
accordingly in Murdock’s account of his invention it is stated that 
the upper and lower valves are worked by one rod or spindle, the 
stem or tube which connects them being hollow, ‘ so as to serve 
for an eduction pipe to the upper end of the cylinder, by which 
means two valves are made to answer the purpose of the four used 
in Mr. Watt’s double engine.’ It will be remembered that a dia- 
gram showing the arrangement of the four valves in Watt’s 
early engine has been already set out at page 3 7. 

OTHER SLIDE VALVES. 

92. Another form of valve derived from the above is called a 
box valve, ])eing a sort of box with plane faces and containing a 

passage along the back of it. Here the packing 
may be dispensed with, but a third port becomes 
necessary, so that in one sense the contrivance is less 
simple. It is sketched in fig. 64, where a is the 
upper steam port, b the lower steam port, and c the 
eduction port. The drawing shows steam entering 
above the piston at a, and escaping through b into c, 
and so to the condenser ; whereas, by lowering the 
valve, steam would pass into the space below the 
piston at b, and would escape from the upper part of 
the cylinder into the passage formed by the valve, 
which would now lead directly into the condenser. 
It will be readily seen that the flat portions of the 
valve are in steam-tight contact with the faces on 
which they work. 

93. If the ports be interchanged, so that c lies between a and b, 
the construction of the valve is greatly simplified, and it is no 
longer necessary that it should assume the form of a pipe, for it 
may be a simple box with flat faces. Such a valve is applied in 
engines of every class, but is of universal use in locomotive 
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engines, and is distinguished as a locomotive D valve, or three- 
ported valve. It is the valve shown in the section of a cylinder 
and its appendages which has led to this discussion about valves, 
and may be conveniently studied in the following example, which 
fs taken from an oscillating engine working in one of the boats on 
the Thames. 

The annexed diagram shows the steam ports a and b, together 
with the eduction port c, and a passage s leading to the boiler. 
The valve and ports arc covered by 
a rectangular box or casing, seen 
in section in fig. 66. The metal 
surface abed surrounding the ports, 
including the intermediate bars m 
is carefully planed in the first instance, 
and is usually scraped afterwards, 
according to the method originated 
by Sir J. Wiitworth, so as to be as 
nearly as possible a true plane 
surface. In the year 1840, when 
slide-valves scraped up to a standard 
surface plate first came into use, 
and were tried against others prepared on the old plan by grind- 
ing with emery, it was stated by the Superintendent of the 
Manchester and Liverpool Railway, in answer to a letter from Mr. 
Whitworth : ‘ I have this day taken out a pair of valves got up 
with emery that have been in constant wear five months, and I 
find them grooved in the usual way. The deep grooves are inch 
deep, and the whole surface, which is 8 inches broad, is hollow 
or out of truth. Those that are scraped are perfectly true, and 
likely to wear five months longer.* 

The grooving action which here arose, probably from the emeiy- 
powder which adhered to the metal, has in some form or other 
always been a source of difficulty, and is also traceable to the 
inequality of wear due to the open faces of the ports as compared 
with the sides. Mr. Webb has accordingly patented a circular 
slide-valve which is free to rotate in the buckle that holds it ; ‘so 
that if the valve should have a tendency to seize in any one part 
of the sliding surface, which would put more friction on that 
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Fig. 65. 
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particular side, it will immediately begin to revolve, and so rectify 
itself by bringing different portions of the surfaces to bear/ The 
steam ports are annular segments on this construction, the exhaust 
port being circular. A pair of valves exhibited at a meeting of 
the Institution of Mechanical Engineers in 1877 had run 20,000 
miles on the North-Western Railway, and the surfaces were polished 
by wear, but appeared to be perfectly true. 




The next drawing shows (i) an outside casing d d, which forms 
a receiver into which the steam enters on its way from the boiler ; 
(2) the valve E and its spindle ; (3) a stuffing-box and gland at h , 
forming a steam-tight collar through which the spindle passes ; 
(4) the steam passages marked a and b respectively, and the 
eduction passage c which leads directly into the condenser. 

Two sections are given of the valve and the slide case, one a 
longitudinal section through the valve spindle, the other a cross 
section through the middle of the slide case, showing the breadth 
of the valve. Taken with the plan of the ports, these sketches 
make the construction of the whole apparatus sufficiently clear. 
Also it is apparent that when the valve moves to the left suf- 
ficiently to uncover the port a, there will be an escape for steam 
from B into the condenser, the arch of the valve forming a passage 
from B to c. On moving the valve sufficiently to uncover the 
port B to the steam there will be an escape through a into the 
condenser. The action is, therefore, precisely the same as in 
Murdock^s valve. 
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THE PISTON AND ITS PACKING RINGS. 

94. We come now to the piston and the method of packing 
it so as to prevent any steam from passing from one side to the 
other by leakage. The drawing (fig. 62) shows the piston wrought in 
one solid piece, and dished out so as to form a deep surface of 
contact with the sides of the cylinder. Here the depth of the 
guiding surface of the piston is 4 inches, and the three grooves 
shown in section are intended for the reception of metallic pack- 
ing rings, as applied by Mr. Ramsbottom about 1854, and which 
form the simplest method that has been devised for keeping the 
piston steam-tight under the high pressure employed in locomo- 
tive engines. The contrivance is thus described in a paper on 
an improved piston for steam-engines : — ‘ Three separate grooves, 
each ^ inch wide, ^ inch apart, and inch deep, are turned in 
the circumference of the piston, and these grooves are fitted with 
elastic packing rings. These rings, which may be of brass, steel, 
or iron, are drawn of a suitable section to fit the grooves in the 
piston, and are bent in rollers to the proper curvature, the dia- 
meter of the circle to which they are bent being about y^^th larger 
than the cylinder. They are placed in the grooves in a com- 
pressed state, and along with the body of the piston are thus put 
into the cylinder, care being taken to block the steam-port The 
rings are therefore forced outwards by their own elasticity, which 
is found quite sufficient to keep them steam-tight* Of course the 
rings are put on so as to break joint One object in the con- 
struction of this particular piston has been to reduce as much as 
possible the amount of rubbing surface. It is a maxim in books 
on mechanics that the amount of friction is independent of the 
extent of surfaces in contact, but that rule only applies where the 
surface is directly supporting a pressure, and it has nothing to do 
with the friction of a piston, where an increase of surface un- 
doubtedly increases the friction. Here the lightness of the piston 
reduces the friction, and so also does the small amount of elastic 
surface pressed against the interior of the cylinder. 

As to the amount of bearing surface, it appears that for an 
18-inch piston it would come to about 42 sq. inches, whereas in a 
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piston of the same diameter with 2\ inch packing rings the area 
of rubbing surface would be 14 1 sq. inches. The simplicity of 
construction is also an advantage, the only workmanship expended 
on the piston being that of turning its rim and forming its centre. 
The packing rings are drawn as ordinary wire, and are afterwards 
bent into shape, the cost of production being very small. 

The mode of attaching the piston rod is apparent from the 
sketch. There is a shoulder, and the rod terminates in a coned 
end, the whole being screwed up tight by a nut. The cylinder 
covers are copies of the configuration of the piston, thereby avoid- 
ing a waste of steam. 

PISTON OF AN OSCILLATING CYLINDER. 

95. In contrast with the locomotive piston, 28 inches in dia- 
meter, take a piston for an oscillating cylinder of a large paddle- 
wheel steamer, the work done by which is 300 nominal H.P., but 
is really much greater. 

In the present example the piston is made of cast iron, and is 
88 inches in diameter. It has to support the enormous driving 
pressure of the steam, which at 13 lbs. per square inch would 
amount to 35 tons, and is constructed of two plates of iron of 
great strength, increasing from i J inch in thickness near the cir- 
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cumference to if mch near the piston rod, being further strength- 
ened by six ribs of iron, indicated in the sketch, each of which 
is li inch thick. The depth of the piston is 7 inches at the 
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packing ring, and increases to about 13 inches near the centre, 
whereby every vertical radial section presents an analogy to a 
cantilever or beam supported at one end. 

There is one large metallic packing ring, made of cast iron, 5 
inches deep, and | inch thick. It is turned in the lathe, and then 
cut through and jointed with a tongue, so as to be the exact 
size of the cylinder, an outward elastic pressure being maintained 
by junk packing, which is wound round the piston behind the 
ring in the empty space and is held down and compressed as 
well as forced outwards by a ring with a shoulder. This ring is 
tightened on by a series of bolts, whereof one is seen in the 
drawing, having square heads to prevent their becoming loose, 
and being retained in position by one tight encircling ring, c. 

The piston rod is 10 inches in diameter, coned at one end, 
and secured by a nut 16 inches in diameter. The nut is tightened 
up by a long lever, which has a forked end, terminating in two 
pins, which enter the recesses shown in the nut. 

balanced valves. 

96. The next point to be considered is an improved construc- 
tion of valve which will permit of an opening being made with but 
little effort in a space exposed to the full 
pressure of steam. The subject-matter 
for alteration is the old disc valve em- 
ployed by Watt, and shown in the annexed 
drawing, as being lifted by a rack and 
segmental pinion. 

The steam pipe opens into the box or 
casing above the valve, and the steam 
therefore presses with its full force upon the surface of the disc, 
which cannot be raised until that force is overcome. It is, how- 
ever, easy to vary the construction so as to remedy this defect, 
and the method adopted is to balance the fluid pressure by subject- 
ing two equal areas to equal pressures in opposite directions. The 
applications of this principle are the following : — 

I. The Throttle Valve. 

This valve was introduced by Watt, and consists of a circular 
plate turning on a spindle which coincides with a diameter of the 
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plate. It is shown in section in fig. 69, the seats being indicated 
at /, and the point 0 being the axis of rotation of the .valve. The 
pressure»ofthe steam on one half of the valve — viz. 0 b — is, of course, 
balanced by that on the other half 0 and there is equilibrium in 



all positions. The valve is a sort of door swinging on a central 
line in its own plane, and is actuated by the rod m acting on a 
crank or lever handle. 

2. The Double Beat Valve. 

This valve consists of two circular discs a b and c D, threaded 
on the same spindle e h. The principle here relied on is again 
the opposition of fluid pressure on two surfaces, but the mode of 
application is different Steam is supposed to be on its way to 
the cylinder and to have passed a regulator — viz. the throttle valve 
— so as to be entering the space between the discs. It is manifest 
that the tendency of the steam pressure is to lift a b upwards and 
to press c d downwards ; and if the areas of the two discs be equal 
these opposing forces will balance, and the valve may be lifted 
with a very small exertion of force. 

The same thing is done in organs, where it is an object to open 
and close passages for the supply of compressed air with compara- 
tively little effort \ but in that case the valves are discs attached to 
the opposite ends of a lever whose fulcrum is supported at a point 
raised a little above the general plane of the discs. Also the discs 
themselves are on opposite sides of a partition, so that one moves 
outwards in the direction of the air pressure, and the other inwards 
against that pressure, the result being the same as in the steam 
valve, but arrived at by a different mode of construction. 
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In the left-hand sketch the steam is entering between the discs, 
but it may come upon them from the outside, as in the adjoining 
diagram, and it is manifest that the principle of the opposition 
of fluid pressure applies equally in this case. 

3. The Cornish Double Beat or Crown Valve, 

This is a valve very extensively used, and consists of a hood 
or cover resting upon two seats. It matters not whether the steam 
passes through the valve from above — 

downwards or in the reverse direc- 
tion, and for the purpose of explana- 
tion we will assume that it is passing I 

upwards, as shown by the arrows. ' 

The pipe h is permanently closed 
at the top by a fixed plate a b. The 
only thing movable is the part e c D, 
which forms a casing to the open 
sides of the pipe just below a b. ^ 

The seats are shown in the diagram \ 

and inasmuch as the resultant vertical pressure on the inside of 
the curved portion c D is zero, the valve is in equilibrium when on 
its seat, although exposed to the full pressure of the steam. The 
construction of the valve is indicated in the annexed sketch, 
which shows an ordinary steam or eduction valve suitable for a 
pumping engine. 

An important advantage attaches to a double-beat valve in 
respect of the area of opening for the passage of steam under a 
given amount of lift. The question is one of geometry. 

Let 2 r be the internal diameter of a pipe covered at one end 
by a disc of the same diameter. When the valve is raised let x 
be the linear motion of the disc along the axis of the pipe, and 
we have 

area of opening = 2 tt r x 

But if the pipe be fully open, area of opening = area of pipe. 
Or 2 7rr^ = irr*. 

a; = - =~ (2 r). 

2 4' 

Which proves a well-known rule, viz., that a pipe, closed by an 


2 IT r y, X, 
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ordinary plate valve, is fully open when the lift of the valve is one- 
fourth tne diameter of the pipe. 

97. As a mechanical device for effecting the object in view — 
viz., the opening of a closed pipe against fluid pressure, with a small 
expenditure of force — the double-beat valve is a perfect apparatus. 

An ordinary slide-valve, such as the locomotive valve, occupies 
a sort of intermediate position between the simple disc and the 



double-beat valves. It is a great deal better than one and worse 
than the other. If a passage be opened by the sliding of a plate 
over an orifice the pressure of the steam exerts no direct influence 
to oppose the motion, but indirectly it causes friction, which in 
the case of the large D valves of marine engines becomes very 
serious, and accordingly slide-valves are converted into so-called 
balanced valves by first boring a hole through the valve and then 
attaching a packing ring at the back thereof, which ring comes 
in close contact with the slide case and takes ofif the pressure from 
the area so encircled. 

The drawing, taken from a marine engine, illustrates this ar- 
rangement. The valve and the packing ring are shown in section, 
and it will be noted that the back of the slide case is strengthened 
by arched ribs, so as to avoid any warping under pressure. The 
inside surface is faced, and a circular packing ring cuts off the 
steam pressure from the whole area which it encloses. It would 
be right to show this ring in plan, but there is not any great 
necessity for doing so, as the drawing in plan is easily supplied. 
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There are binall packing rings, like Ramsbottom*s rings in a 
locomotive piston, which keep the principal ring steam-tight as 
far as the annular portion in contact with the valve is concerned ; 
and the upper plane surface which is in contact with the back of 
the slide case is pressed against it by the action of the steam on 
the projecting edge. 

A slide-valve having been thus improved by diminishing the 
friction which impedes its working, the next step is to cause a 



large area to be set open for the passage of steam by means of a 
comparatively small movement of the valve. For this purpose a 
distinct principle has been brought into play, which is well known 
in its application to the ventilators of a railway carriage, and which 
consists in the multiplication of a single valve several times over. 

Valves of this kind are distinguished as gridiron valves, 
and there is an example in the expansion valve of the marine 
engine, to which the former valve belongs. Steam is admitted by 
the pipe s into a small chamber with a grating at the base, which 
is, in fact, the valve and its seat. There are eight rectangular 
openings for the passage of steam in the bottom of the chamber, 
and attached to the rod above is a plate or grating having eight 
corresponding rectangular slots cut in it. Supposing the valve to 
be so placed as just to cover all the openings, it is obvious that a 
motion of ^ inch would cause each of the eight valves to open 
by ^ inch, or would give the same result as with a single valve 

L 1 
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moving through 8 half-inches. In other words, the area opened is 
multiplied without any increase of linear motion. 

The reason for the peculiar form of the slide-valve of the 
engine, shown in fig 71, will now be understood. The outside 
shell of the valve forms an ordinary D slide-valve, but the two 
inner pieces, b, are passages through which the steam circulates. 
There is, therefore, a pair of steam ports communicating with the 
top of the cylinder, and another communicating with the bottom 
of it, and the length of stroke of the valve is halved with the same 
effective opening. This result may be of great value in powerful 
screw-propeller engines. 

THE ECCENTRIC CIRCLE. 

98. Before proceeding further it will be convenient to explain 
the use of an eccentric circle in actuating the slide valve of an 
engine. For this purpose we refer back to Art. 73, where the 
contrivance of the crank and connecting rod has been discussed ; 
and, beginning with the conversion of circular into reciprocating 
motion in its simplest form, it will be remembered that if the con- 
necting rod could be prolonged until it became infinite the line p q 
would always remain parallel to itself, and the travel of the point Q 
would be represented by the equation dq = (i— cos. 0). 

A crank with a connecting rod of infinite length is an 
imaginary creation, but there are simple combinations which will 
give the motion, and which have been commonly used. 

1. Let a pin p, fixed in the face of a circular plate whose 
centre is c, move in a horizontal groove r s attached to a vertical 
rod passing between guides, as shown. 

It has been proved that this motion causes a reciprocation in 
the point b, which is that of a crank with an infinite link. 

2. Let a circular plate centred at c rotate in a vertical plane 
under a horizontal bar r s which is attached to a vertical bar e d, 
constrained by guides and pointing towards c, as in the previous 
case. 

Taking p, the centre of the plate, draw pb parallel to cd, then 
the point of contact of r s and the plate remains in a vertical 
line through p during the motion. But the point p describes a 



The Eccentric Circle, 


149 


drcle round c, and therefore c p is in effect a crank of fixed length ; 
since PB remains parallel to itself, the motion is the same as 




if the connecting rod between p and the piece moved by it were 
infinite. Thus the motion is that of a crank with an infinite link. 

3. A new form, of the greatest possible utility, and giving the 
motion of a crank and connecting rod of any length within certain 
limits, is deducible at once from that last examined. 

Conceive that the bar r s is wrapped round the plate so as to 
encircle one-half of it, and let the end b of the rod b d be con- 
strained to move in a line pointing to c. As the circle revolves 
the crank c p remains constant, and the connecting rod is now p b, 
which may be extended at pleasure beyond the limits of the 
circular plate. The combination is a mechanical equivalent for 
the crank and connecting rod. 

The form usually adopted in practice is derived from the 
arrangement just described. A circular plate is completely en- 
circled by a hoop to which a bar (always pointing to the centre of 
the plate) is attached, the object of the complete hoop being to 
cause a reciprocation of b in both directions. If there were only 
a half-hoop, as in our sketch, the eccentric circle would drive b 
upwards, but it would not necessarily return, and might require the 
force of a spring or the action of a weight to assist in completing 
the double oscillation. 

As before, the throw of the eccentric is the same as that of the 
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crank, viz., a space equal to the diameter of the circle whose 
radius is c p. 


99. Having thus explained the principle of construction 
adopted in the eccentric, it remains to give a sketch showing the 



contrivance as made and applied in an 
engine. Usually the eccentric occupies 
so much space in a drawing that it is 
difficult to find an example suitable for 
insertion in the small page of this book. 
The annexed diagram, however, may 
suffice, the eccentric rod being very 
short, as in a small oscillating engine, 
from which the sketch is taken. 

The circle c represents a section ot 
the crank shaft, c being its centre. 
Upon the crank are fitted two circular 
half-pulleys of cast iron, which are bolted 
together, and have a centre at p. Two 
half-hoops of brass, tinted in the sketch, 
and united together by bolts and double 
nuts at E and h, carry the eccentric bar, 
which actuates a pin at b connected 
with the valve lever. The engine being 
designed for a river boat, and therefore 
requiring to be reversed at pleasure, 
there is a strap a b, to prevent the ec- 


centric rod from falling away from the pin while the valve is being 
moved by hand. Also, in this case, the eccentric pulley rides 
loose upon the shaft within certain limits defined by stops, and 
there is consequently a disc d, forming a counterbalance to the 
weight of the pulley, which prevents it from falling out of position 
during the disengagement of the pin at b. It should be noted that 
p, the centre of the pulley, may be brought as near as we please 
to the centre of the shaft, and that the throw of the eccentric may 


be reduced accordingly ; but that we are limited in the other direc- 
tion, for the shaft must be kept within the boundary of the plate, 


and the plate itself must not be inconveniently large — considera- 
tions which are sufficient to prevent any great increase in c p. 
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DIRECT-ACTING ENGINE. 

100. The general arrangement of a direct-acting engine in its 
simplest form may be made clear by the lecture diagram, fig. 75, 
which is taken from Dr. Anderson's 
collection, as published for the 
Science and Art Department, and 
represents a small vertical engine 
driving some light machinery. 

The steam cylinder is marked c, 
and H is the slide case, the piston 
rod being connected with the crank 
pin by the connecting rod p r. The 
slide valve is worked by an eccentric, 
shown at E, and the eccentric rod 
attached to the valve spindle is 
marked e d. 

It is apparent that the use of a 
crank in the position shown in the 
drawing entails the division of the 
shaft A B, in order to leave an empty 
space which the connecting rod may 
sweep over. This necessarily hap- 
pens unless the crank is at one end 
of the shaft ; and the great value of 
the eccentric arises from the circum- 
stance that it enables us to derive 
the motion which would be given by 
a crank and connecting rod from any part of the shaft, whether at 
the end or not, without forging a crank upon it or subdividing it 
The main object of the sketch is to make this matter clear, and to 
show the conversion of the reciprocating motion of the piston into 
the rotation of the shafting in the first instance ; and further the 
re-convorsion of that circular motion, so set up, into the reciproca- 
tion of tlie slide valve. We shall j^resently refer to the construction 
of the ends of a connecting rod and the mode of fitting the brasses* 
As to the cranks, it is enough to say that they are frequently forged 
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in one solid mass upon the shaft, and are shaped afterwards by the 
machinery of the workshop. Where the crank shaft is of great 
size, as in some marine engines, a special machine tool is adapted 
for turning the crank pin while the shaft itself is at rest. 


VALVES LIFTED BY CAMS. 


1 01. It often happens that the steam and exhaust valves of an 
engine are lifted directly by cams. The term ‘ cam * is applied to 
a curved plate or groove which communicates motion to another 
piece by the action of its curved edge. 

In general mechanism the particular curve which determines 
the nature of the movement communicated has every possible 
variety of form according to circumstances, but in the application 
of a cam-plate to the actuation of a valve all that is required is to 
lift the valve rapidly, then hold it raised for a certain proportion 
of the stroke and allow it to come down again upon its seat. It is 
apparent that in a simple movement of this kind, where one end 
of a lever is to be raised, held up, and allowed to drop, it will 
suffice to surround the shaft by a plate or cylinder having a 
circular portion ef^ on which the end of the valve lever rests when 
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the valve is closed, and a raised portion, a b, 
also circular, upon which the valve lever runs 
when the valve is to be opened, and which 
holds it open until the end of the lever runs 
down a slope and comes upon the lower circular 
portion corresponding to For some pur- 
poses, as where steam is to be worked expan- 
sively, the raised portions are of different lengths, 
as A B, A c, A D, arranged in successive steps, 


one behind the other, whereby the valve may be held open for 


different periods. 


Also it is manifest that the cam may be on the face of the 


plate, instead of being part of its edge, and that in effect two 
portions of flat plates rotating about a common axis perpendicular 
to each, and raised one above the other, with a sloping surface 
connecting them, would be a mechanical equivalent for the cam 
described. Such a cam-plate was used by Sir W. Fairbaim. 


The Working of a Valve. 


IS3 


THE LAP OF A VALVE. 

102. A peculiarity in the construction of the valve described 
In Art. 93 could hardly escape notice, even if it were passed by 
without comment. Referring to fig. 66 , it is seen that the arch 
of the valve exactly bridges over the interval between the inner 
edges of the steam ports a and b, but that the faces of the valve 
considerably overlap the ports on the outside edges. The valve 
is placed symmetrically with regard to the ports, and is therefore 
in the middle of its stroke. 

In the annexed diagram there are three vertical lines intersect- 
ing a horizontal dotted line at the points o, N, and d. The space 
o N denotes the extent to which the face of the valve overlaps the 
port A, and is technically distinguished as the * lap * of the valve. 
The space nd indicates the extent to which the port a is opened 
for steam, and is often less than the whole breadth of the opening, 
the reason being that the same passage serves both for the entrance 



and exit of the steam, and that a larger opening is required for the 
rapid passage of steam into the condenser than for its admission 
into the cylinder. 

The circle on the right hand may be taken to represent the 
path of the centre of the eccentric pulley which actuates the slide- 
valve. The diameter h d is the whole travel of the valve, and p 
is the point which the centre of the pulley occupies when the 
piston is at the end of the stroke. Draw p n r perpendicular to 
H D, and we have (neglecting obliquity of eccentric rod) 

ON = lap of valve, 

ND = opening of steam port. 

Since o h represents the direction of the crank of the engine when 
the stroke is commencing, the first thing we observe is, that the 
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centre of the eccentric pulley has been set back through an angle 
E o p, such that o N = lap of valve, and that if there were no lap 
the line o p would be at right angles to o h. 

The importance of putting lap upon a slide-valve will be better 
understood by noting what would happen without it. If there 
were no lap the opening for steam would be represented by o d, 
and the result would be that the steam port could only be perfectly 
closed at the precise instant when the valve was in the middle of 
its stroke, at which time it would be moving most rapidly. It is 
apparent that a valve of this kind is unsuitable for an engine, the 
better plan being that tlie steam should be compressed or cushioned 
on one side of the piston, so as to assist in bringing it to rest, 
and that the driving pressure on the opposite side should be 
relieved by opening a passage to the exhaust or releasing the 
steam, as it is termed, just before the stroke terminates. This 
precaution prevents the violent jerk and strain which would come 
upon the crank-pin if the piston were thrown with full force upon 
tlie crank at the dead points, 

103. The value of an indicator diagram in interpreting the 



Fig. 78. 


action of a slide-valve should now be made clear. The drawing 
will give an idea of tlie action of a model belonging to the School 
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of Mines, and intended to illustrate the relative motion of the slide- 
valve and piston in a direct-acting engine. 

The moving parts are attached to a board carrying a sheet of 
paper on which the circles described by the crank-pin and centre 
of the eccentric are marked. Below this is a space for tracing 
the indicator diagram. The crank and connecting rod which 
actuate the piston are at the back of the board, but an index arm, 
o H, is placed in front and moves with the crank, thereby trans- 
ferring its apparent motion to the part where it can be seen. The 
eccentric is represented by an actual crank, 0/7, whose extreme end 
describes the smaller circle, and the rod / l carries on the motion 
to the valve. The point p can be shifted along the arm ot, 
thereby varying the amount of travel of slide, and the length 
of the rod p l can also be adjusted. In this way the effect pro- 
duced by any deviation from the proper length of the eccentric 
rod can be studied. 

We are at present in a position to trace out the diagram as 
given by an indicator. The crank being horizontal, with the 
piston at the end of its stroke, the first thing to be done is to 
place the valve in the correct position for admitting steam by 
setting back op until the lap is allowed for. The valve then 
opens ; and if the pressure of the steam is sufficiently maintained, 
the indicator pencil will trace the horizontal line ab. When 
the crank gets to the end of the first dotted line, a is closed, so 
that expansion begins, the pressure falls, and we have the curve 
h c. At the point marked ‘ release * the valve is moved so far to 
the left as to open a passage from a to c, and the release^ as it is 
termed, begins. The pressure falls from c to f and continues 
very low till the point marked ‘ compression,^ when b is closed, 
and the steam in the corresponding end of the cylinder is cushioned 
so as to increase its pressure, the pencil rising from m to a 
when the double stroke has been completed. 

104. The effect of putting lap upon a slide is thus to produce 
a fixed amount of expansive working, and it is easy to calcu« 
late the amount of lap which should be assigned in order that 
the steam may be cut off at any part of the stroke. 

Let the larger circle represent the motion of the crank-pin in 
a direct-acting engine, and let the smaller circle be th.e path of 
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the centre of the eccentric. When the crank is in the position 
OH, and centre of the eccentric at steam is just beginning 



to enter the cylinder. Draw 
pnr perpendicular to o d, then 
r must be the centre of the 
eccentric when the steam is 
shut off, at which time let o? 
be the position of the crank of 
the engine. Draw p N perpen- 
dicular to o D. 

Let o p N = a,/ o d^d o r= 0 . 
Then angle h o/ = angle p o r, 
/. i8o® — 0 = 6 -h 90® — a, 

or 0 = 45° + 

2 


ho /= i 8 o '’-^45‘’+ ^^=135"-^ 

whence the position of 0/ can be calculated. 

Ex, Let the steam be cut off at ^ of the stroke from the ex- 
treme end. 

Then ND = iHD=iop. 

<5 3 

OD— ON I 

or = 

OP 3 

. I • 2 

or I — sin a = sm a = -. 

3 3 

Referring to a table of natural sines, we find that 

Sin 41° 48' = *66653 
/. a = 41° 48' approximately 
/. H 0/ = 135°“ 20® 54' = 1 14® 6'. 


But — = cos H 0/ = sin 24® 6', 
op 

and sin 24® 6' = *4083 by the tables, 
o « = *408 X 0/ = *204 X travel of slide. 

In like manner the amounts of lap in order to cut off at dis- 
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tances of J of the stroke from the end thereof are *289, *250, 
•177 of the travel of valve. 

105. An inspection of fig. 78 shows that the four principal 
points in the valve motion are (i) the admission of steam, (2) the 
cut-off, (3) the release or opening to the exhaust, (4) the compres- 
sion or cushioning of steam behind the piston. 

We have shown how to arrange lor expansive working, and it 
remains to consider the causes which determine the periods ot 
compression and release. 

Just as expansion begins when the outside edge of the valve 
face comes upon the outer edge of the port a, so compression 
begins when the inside edge of the arch of the valve comes upon 
the inner edge of the port a, and it is easy to draw a figure and 
repeat the calculation for the compression. 

When the point of compression is determined it is only ne- 
cessary to cross over in a diameter of the circle to the opposite 
circumference, and the point of release is obtained, which is as far 
from D as the point of compression is from h. Thus a first general 
idea of the motion is arrived at. 

106. Before going further two points may be noticed : — 

1. A single indicator diagram does not give an accurate 
measure of the work done, for the line ahcf records the steam 
pressure at one end of the cylinder, and the line fm a records the 
amount of condensation and compression at the same end, but 
does not combine the steam pressure above the piston with the 
vacuum pressure below it, or conversely. In order to effect this 
object, which is what is really wanted, two diagrams are required, 
which should be taken consecutively (usually on the same piece of 
paper) at the top and bottom of the cylinder. An inspection and 
measurement of the pair of cards will give a complete opportunity 
of estimating the work done. It is common, however, to regard a 
single diagram as indicating sufficiently the general character of 
the performance of the engine. 

2. The measurement of pressures is made from the atmospheric 
line, taken before steam is admitted into the cylinder of the in- 
dicator, and not from the zero line of pressures, as in the case of 
the theoretical diagram. This is simply a matter of convenience 
as it is perfectly evident that if the point for example, is at a 
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perpendicular depth below the atmospheric line which would give 
a reading of 1 1 lbs. on the indicator spring, that informs us that 
the zero line is 147— ii below the point and that the back 
pressure is 37 lbs. ; and it is, in fact, easier to look only to the 
number 11, and not to go through a process of subtraction, in order 
to arrive at the same result. Of course, in any case, subtraction 
will be necessary when two bounding lines of the curve pass along 
upon the same side of the atmospheric line. 

The average pressure of the atmosphere is taken to be : 

147 . . . . • . lbs. per sq. inch. 

2ii 6*4 lbs. „ sq. foot 

29-922 inches of mercury. 

THE LEAD OF A VALVE. 

107. In a previous article we have spoken of the indicator 
pencil as being carried up to the highest point of steam pressure 
simply by compression, but it is obvious that such a movement 
would seldom occur in practice unless assisted from without 

Accordingly, it is the rule to open the steam port, so as to 
admit fresh steam into the space where the cushioning is going on, 
just before the piston comes to the end of the cylinder. In such 
a case the valve is said to anticipate or lead the motion of the 
piston; and the ‘lead of a valve' may be defined as the width of 
opening of the steam port when the piston is at the end of its 
stroke. 

By giving lead to a valve a strong pressure is brought against 
the piston just as it is reaching the end of its motion in one 
direction, and the strain upon the crank-pin is correspondingly 
relieved. The more rapid the motion of the piston the greater 
the necessity for giving lead, and accordingly we find that the 
lead in a locomotive engine is very considerable. Thus Mr. 
Clark, in his book on locomotives, gives 4^ inches as the travel 
of a Stephenson’s slide-valve, the outside lead being inch. 

The lead of which mention has been made is outside lead ; 
that is, it relates to the admission of steam ; but of course lead 
can be given on the exhaust side of the valve, and in that case it 
would be called inside lead. In the case of Stephenson's valve 
the inside lead amounts to lA inches. 
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DIAGRAM OF WORK DONE IN ROTATING THE CRANK. 


to8. The indicator gives a measure of the mean effective 
pressure on the piston during a stroke ; and, supposing that pressure 
to be known, there yet remains the problem of investigating its 
transmission to the crank shaft It is common to set out a diagram 
of work done in rotating the crank shaft, and to trace thereby the 
fluctuations of driving pressure as due to the position of the crank 
and the obliquity of the connecting rod. Such a diagram may be 
viewed under difterent conditions. First, the pressure on the 
piston may be taken as constant \ that is, as having its mean value 
throughout a stroke, in which case the diagram of work done upon 
the crank is symmetrical, or nearly so. But, secondly, there is 
another way of looking at the question which is more ct mplete 
and accurate, and that is, to trace the outline of the diagram of 
work on the supposition that the actual pressure of the steam on 
the piston is transmitted at each point of the diagram. This second 
method involves accurate drawing and measurement, and the 
student can easily set out such a diagram after comprehending the 
princii)le on which it is constructed. 

To begin with an old proposition in applied mechanics which 
may be solved analytically as an exercise. 

109. Prop. — To find the work done upon the crank in a 
direct-acting engine, friction being neglected. 

Here a force p, which we assume to be constant, pulls the end 
D of the connecting rod d b, and turns the crank c b. Except at 
the dead points the line d b is inclined to d p, and it may be said 
that there is a force Q pulling against p in the line d b. This force 
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produces a reaction r perpendicular to one of tlie guides (friction 
being neglected), and r itself may be resolved into components, 
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one in B D, and the other perpendicular to it, whereof the former 
acts against Q. Hence, if b d c = tp, b c d = 0, we have 
Q = p cos 0 + R sin 
also p sin ^ = R cos (p, 


Q = P I 


COS 6 -f 


This result may be obtained more easily, but with less appre- 
ciation of the precise action which takes place, by resolving q in 
directions parallel and perpendicular to d r , when 

Q cos 0 = p, 

p 

or Q = . 

cos 0 

Let c B = fl!, D B = ^, then moment of force to turn the crank 
__ pgsin (0 + 0 ) 
cos (p 

work done while c b moves through an angle d d 

— s P ^ sin (B + (p) ^ Q 
cos ^ * 

whole work a f d 0 , 

J cos (p 

=z V a (sin 0 + cos 0 . tan (p) d 0 , 

But sin 0 = I . sin 0 /. cos ^ ^ sin *0 , 

^ ? sin 0 cos 0 \ 

/. whole work = p a / | sin 0 + ^ ^ a 

J \ / » 


sin 0 + 


\ sin 0 cos 0 
b 


= pa (- cos e - I - ^%in +<^ 

=5 P X 2 a, 

the integral being taken between the limits 0 = o, 0 = ir. 

It is well known that this result might have been arrived at 
directly, and without an> calculation, as an application of the 
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principle of work. For, adopting the notation of the previous 
proportion, p x 2 is the work done upon the piston in one 
stroke, and p x 2 ^35 is also the work done upon the crank- 
pin in half a revolution from one dead point to the other, It 
may, indeed, be said that no amount of symbolical reasoning can 
establish the proposition more conclusively than the simple state- 
ment that it follows as a deduction from the principle of work. 

no. The diagram of work done in rotating the crank, in the 
case where friction is entirely left out of consideration, may be set 
out as follows : — 

I. Let the obliquity of the connecting rod b d be neglected, 
or let B D be supposed to remain always parallel to D c. 


Then </> = o, /. cos ^ = i, and q = p. 

In order to construct the diagram of work take a line equal in 
length to the semi circumference of the circle ace and divide 
it into ten equal parts. Erect perpendiculars at the respective 
points of division such that each in its turn represents the 
resolved part of p in a direction at right angles to c B, and mark 
off the numbers against these perpendiculars. 

For example, when b has described of the semicircumference, 
p sin 0 = p sin 18°, and the remaining values of 0 are 36®, 54®, 


let CA = I, and p = 100, and let b describe 
■^ ... of the semicircumference. Then 
p sin 18° = 100 X *3090 = 30*90, 
p sin 36® = 100 X *5878 = 5878, and so on. 

In the diagram the numerical values of these 
magnitudes are assigned, and the curve, passing 
through their extremities, encloses an area which is 
the diagram of work done upon the crank in a 
semi-revolution. 

According to the proposition in An. 109, the 
area of this diagram should be p x 2 c a or 200. 
Now, the mean value of the ten perpendiculars, 
beginning at o and ending at 30*90, is 

63138. 

10 


o’o 
30*90 
58*78 
80*90 
95 ’ll 
100 'o 
95*11 
80*90 
58*78 
30*90 
0*0 

Fig. 81. 



Hence work done = 63*133 x 3*1416 = 198*354, which 

M 
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approaches very closely to 200, and would be exactly 200 if 
arithmetical computation were capable of being extended to sub- 
divisions as minute as those allowed for by theory. 

2. Let the obliquity of the connecting rod be taken into 
account, and let c b = b d == ^, as before. 

We here refer to Art 73, Cor. 4, where it is proved that 

dx = awa. BdO + a dd. 

cos 0 

Hence Fdx p x a sin d dS + (a sin d dO), 

tan 0 

.\fTdx=i a/^ sinddd •{- a f ? sin 0^0, 

J tan 0 

or work done = PX 2 fl 5 + o = PX2^. 

This mode of setting out the analysis shows that the diagram 
of work given, on the supposition that p remains always parallel to 
itself, is subject to correction when the inequality 
of motion caused by the connecting rod is taken 
into account. But the correction becomes zero in 
every case, for the area of the diagram of work is 
certainly p x 2 so long as p remains constant. 

The suppositions made previously are retained 
in this example ; that is, a = i, ^ = 6, p is con- 
stant, and friction is neglected. The respec- 
tive perpendiculars are varied as marked ; thus 
30-90 is changed to 35*80, and so on, the com- 
ponent of p being ^ sin instead of p sin 0, 

^ cos 0 

as heretofore. But the variation is not large under 
ordinary circumstances, and the two curves are 
contrasted by the superposition of the dotted line which bounds 
the area on the first hypothesis. 

Also the mean of the ten values, 

o, 35*80, 66*76 .... 26, is 63*138, as before. 

There yet remains the actual case occurring in practice where 
p varies at each point of the stroke, as recorded by an indicator 
diagram, and the effect is to slice or hollow out a large portion of 
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the symmetrical diagram from die point where expansion begins \ 
and this can be done, if desired, without difficulty. 

III. Connected with this subject, and forming part of it, is the 
estimation both of the tangential pressure upon the crank and of 
the thrust upon the axis of the crank shaft, friction and the inertia 
of the moving parts being disregarded. 

Since the force q, or > acting along the connecting rod can 
be resolved at once into its components, 

along CB, 

cos ^ 

and ^ perpendicular to c b, 

cos 9 

we can infer the pull or push along c b at any instant of the stroke 
as well as the pressure acting perpendicularly to c b and tending 
to produce rotation. The diagram of work sets out the latter 
pressures, and a corresponding diagram may be constructed for 
the pressures in c b without difficulty. 


ESTIMATE OF WORK DONE WHEN STEAM IS EXPANDED 
IN THE CYLINDER. 

1 12. Having discussed the general character of an indicator 
diagram, as taken from a double-acting condensing engine, the 
next step is to estimate the area of the enclosed space. 

In the case of a theoretical diagram, where the curve of ex- 
pansion is that given by Watt, the true area can only be ascertained 
by a mathematical process. The calculation is now given, and 
those who are unable to follow it may take the result as 
established. 

To find the work done in each stroke of an engine where the 
steam is supposed to expand according to Boyle’s law ; 

Let c H represent the steam cylinder of an engine, p r being 
its piston. 

Also, let c D = /, c E = < 7 , or the space described by the 
piston before the steam is cut off. 

c p = A = area of piston, p = pressure of steam. 

M 2 
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Then work done tlirough c e = a/ 

Also pressure of steam on piston at p = 

work done through space dx^ ^^dx. 


Whole work 


^ r dx 

^ hp a log. ~ 


from a: = iz, to ^ / 


Whole work in one stroke = Ap a + log. ^ | . . ( 1 / 

This is the theoretical expression for the work done by the 
steam on one side of the piston, and no account is taken of the 
back pressure from uncondensed vapour on the 
other side. In practice the mean back pressure 
should be subtracted from the mean forward 


pressure, viz., (^ + ~ and the result 

will be the mean effective pressure during one 
stroke. 

Cor. r. To find the horse-power, or the work 
"h done on the supposition that 33,000 foot-pounds 
Fig. 83. per minute is the unit of work, we multiply ex- 
pression (i) by the number of strokes (say n) per minute, and 
divide by 33,000. Thus, 

Apna 1 1 + log. ^ j 

Horse-power = ^ L 

33,000 

It is a common thing to ascertain the mean pressure of the 
steam per stroke by measurement, much as Watt found it, and in 
such a case : — 

, ^ Area of piston in sq. inches x mean press, x « / 

~ 33>ooo 


Horse-power : 


Cor. 2 . If i = E, or the steam be expanded e times, we have 
a 

work done = ^ ® } 
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Cor. 3. In practice there is a vacant space between the 
cylinder cover and piston at the beginning of the stroke, and also 
there is a definite space occupied by the passages leading to the 
valve ; taking the whole content so regarded as equivalent to the 
volume cut off from the cylinder by a plane parallel to its base, 
and at a distance c from it, we have 

then work done Kp a Ap {a c) j — 

= A/{a + (« + .)log.^} 

the limits being / + and « 4* instead of / and a. 

In applying these formula it must be noted that the symbol 
‘ log.* represents the Napierian logarithm, and not the logarithm 
to base 10. The two kinds of logarithms are connected by the 
equations 

Log, n to base 10 = *434294819 x Nap. log. 

Or, Nap. log. n = 2*3025851 x log. n to base 10. 

The following results for Napierian logarithms are useful : — 

Log. 2= -6931472 Log. 5 = 1*6094379 Log. 8 = 2*0794415 

Log. 3 = 1*0986123 Log. 6 = 1-7917595 Log. 9 = 2*1972246 

Log. 4 = 1-3862944 Log. 7 = 1*9459101 Log. 10 = 2*3025851 

1 13. It will be instructive to recur to the theoretical diagram 
set out in Art. 19, and to find its area according to Watfs method, 
as well as by theory. 

Divide the stroke of the piston into twenty equal parts, and 
conceive that the steam pressure remains constant throughout each 
division, having (i) its value at the end of each respective division, 
and (2) its value at the commencement thereof. Then multiply 
each assumed value of the steam pressure into the distance between 
two consecutive divisions, and we shall obtain a series of rectangles 
representing work done, and lying within the curved line on one 
hypothesis, but overlapping it on the other. Let these be dis- 
tinguished as inside and outside rectangles respectively. The 
pressures up to 5 are all equal, and each interval is unity, whence 
the pressures are as follows : — 
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Press, at 

I 

. 


s= 

I* 

Press, at II 

= A 


2 

. 


== 

I* 

99 

12 

— ■ A 

» 

3 

. 


= 

I* 

99 

13 


19 

4 

. 


= 

I* 

99 

14 


99 

5 

. 


= 

I* 

99 

15 

= A 

99 

6 

== 

i 

= 

•8333 

99 

16 

= A 

99 

7 

= 

5 

7 

= 

•7143 

99 

17 

= A 

99 

8 

= 

•ff 

= 

•625 

99 

18 

= A 

99 

9 

= 

¥ 

= 

•5556 

99 

19 

= A 

99 

10 

= 

A 

= 

•5 

99 

20 

= A 


Hence area with inside rectangles = ii‘572 
Also sum of pressures from 6 to 19 = 6.322. 
area with outside rectangles = i2'322 


= *4S4S 

= ■ 4 t 67 

= ’3846 

= '3571 
= ‘3333 

= -3125 

= -2941 
= -2778 
= *2632 
= *25 

• • (l) 

• . (2) 


But the true value of the area is, by the formula, 5 + 5 log, 4. 


And log. 4 = 1*3862944 /. 5 log. 4 = 6*9315 

whence true value of area = 11*9315 . . (3) 

The mean pressure of the steam in each case is deduced by 
dividing these respective areas by 20. 

Hence on ist supposition, mean press, of steam = *5786. 

„ 2nd „ „ = *6161. 

„ 3rd ,, „ = ' 59 ^ 5 - 

Thus Wattes estimate, the little inaccuracies in Art. 19 having 
been corrected, gives *5786 as the mean value of the steam pres- 
sure, while the theoretical true value is *5965. This shows what 
may be done by taking pains and subdividing sufficiently, so as 
to estimate by small rectangles. Watfs method is commonly 
followed in practice, as it is very simple and easily carried out. 
Further, we remark that the difference of pressure between any 
two consecutive divisions continually diminishes. This fact is pre- 
sented to the eye by the form of the curve, which continually tends 
to become more nearly parallel to the line of volumes. 

The differences between the pressures at 5 and 6, and 6 and 7, 
and 80 on through the series, are : — 


•1667, -119, *089, *0694, *0556, *0455, ’0378, *0321 
•0275, *0238, *0208, *0184, *0163, *0146, *0132. 

Whereof the last difference is about A of the first. 
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INDICATOR DIAGRAM OF ATMOSPHERIC ENGINE. 

1 14. We pass on to discuss the performance of an engine by 
leference to an indicator diagram taken from it, and shall com* 
mence with an atmospheric engine. The card is taken from the 
collection of steam diagrams. 

A scale of pressures, showing the strength of the spring of the 
instrument, should always be marked or recorded on the diagram, 
and is here noted on the vertical line at the left hand of the 
sketch. 

Also we require to know the diameter of the cylinder, the 
length of stroke, and the number of strokes made per minute. 
The product of the number of square inches in the area of the 
l)iston and the length of stroke, when divided by 33,000, forms 
what may be called the piston constant for the engine, and the 
horse-power is then obtained by multiplying the piston constant 
by the mean pressure of the steam and the number of strokes per 
minute. 


- 
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9 

9-25 

9 

8'75 

1 

8-25 

7 

4.25 
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Fig. 84. 


In the present example the steam pressure never rises above 
o, which here marks tlie atmospheric line, and, as before, horizontal 
lines represent volumes occupied by steam in the cylinder, or 
otherwise the amount of travel of the piston, for one measure is 
identical with the other. The diagram is intersected by ten vertical 
lines at equal distances, dividing the length of stroke into ten 
equal parts, and the first thing to be done is to determine the 
mean pressure of the steam in each of these divisions. An 
estimate of this kind is to some extent uncertain, and the results 
are marked on the diagram, in order that the student may verify 
the conclusions for himself. In doing so he should remember 
that the outlines of the curves cannot be copied with any great 
accuracy, and that some corrections may appear desirable. 
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Referring to the diagram, the action of the steam is quite 
intelligible. The pressure is maintained during the upward stroke, 
but there is a loss at the commencement due to the injection 
leater which remains in the cylinder. On the downward stroke the 
condensation is imperfect at first, but improves afterwards, and the 
pressure of vapour in the cylinder never falls quite so low as 5 lbs., 
which would be called 10 lbs. vacuum according to the usual mode 
of estimating it 

Adopting the numbers as printed and adding them together, 
we find that their sum is 73 ’5, which, when divided by 10, gives 
7*35 as the mean effective working pressure on the piston in pounds 
per sq. inch during a stroke. 

The dimensions of the engine and the rate at which the piston 
moves are now to be taken into account. In our example the 
diameter of the cylinder is 72 inches, the length of the stroke is 
8 feet, and the number of strokes per minute is 10 ; hence 

Area of piston = 4071*5 sq. inches. 

Travel of piston per minute = 8 x 10 feet 

Indicated horse-power = ^ ^ .,, 4^7 5 ^ ^ If . J? 

33,000 

= 72 ' 5 - 

indicator DIAGRAM OF SINGLE-ACTING ENGINE. 

115. In the single-acting engine two diagrams must be taken, 
one from the top and the other from the bottom of the cylinder. 
These diagrams are quite unlike in form, for the action during the 
down stroke is not repeated during the up stroke, as in a double- 
acting engine, and our first task will be to comprehend the reasons 
of the particular conformation observed. For this purpose re- 
ference is made to a diagram taken from a Cornish pumping 
engine, having a cylinder 70 inches in diameter, and making 4 
strokes per minute, under a mean pressure of 15*1 lbs. per sq. inch. 
The figure is reduced from one on a larger scale, so that the 
indicator spring would extend one inch on the reduced diagram 
for a steam pressure of 40 lbs. per sq. inch. 

One card is taken from the top and the other from the bottom 
of the cylinder, and each must be interpreted in its turn. 
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As far as the upper card is concerned that figure indicates the 
admission and cut-off of steam, together with the opening of the 
equilibrium valve, which corresponds to imperfect condensation in 
our normal diagram. The lower card has reference to the state of 
things below the piston, where the equilibrium and exhaust valves 
are opened consecutively. 



Beginning at the point a, with the piston at rest at the top of 
the cylinder, we note that the pressure rises until the down stroke 
commences when the steam line b c d is traced out. The portion 
B c is horizontal, and the cut oflf takes place at c. It is common 
for the steam line bc to drop considerably before the cut off 
begins, especially in large engines. The line d e indicates that 
the equilibrium valve is opened, and that the steam pressure has 
fallen somewhat during the circulation which takes place. At 
the point e the equilibrium valve is closed, and compression cr 
cushioning begins, just as in a double-acting engine. At the point 
A the piston is coming to rest, and there is a drop in the curve, 
which is often much more marked than in the present example 
and which indicates loss of pressure before the down stroke begins. 
Such loss would be due to leakage of the compressed steam round 
the circumference of the piston or perhaps to loss of heat 

As to the lower card, the nearly horizontal line b a shows that 
the equilibrium valve is opened. When compression begins at e, 
above the piston, expansion will also begin to much less extent 
below it, and there will be a slight drop towards the end of b a. 
Otherwise the lines d e and b a nearly coincide, and would do sc 
absolutely, if there were no disturbing causes at work ; but the 
diagram shows some difference of pressure at the two ends of 
the cylinder when the equilibrium valve is open. 
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With regard to work done, the piston is driven down by the 
steam from above it, as opposed to the back pressure of the 
exhausted space underneath, and that part of the action is fully 
determined by comparison of the lines b c d and d c. But the 
whole work done by the steam in the double stroke is, according 
to our principles, obtained by a careful measurement of the areas 
of the enclosed figures. 

At first sight the student might imagine that the horse-power may 
be calculated by simply noting the pressures indicated by the steam 
and exhaust lines, the cutting away of any part of the intermediate 
area— as by compression, or by want of coincidence of the lines d e 
and b a — affecting only the up stroke when the weight of the pump 
rods is the moving force. But a little consideration will show that 
such a notion is erroneous, and that the compression of steam in 
the up stroke and the resistance to the motion of the piston due to 
inequality of pressure when the equilibrium valve is open must 
be deducted f^rom the total efficiency. The steam opposes the 
piston in its ascent to some degree, and this gives rise to negative 
work, which must be deducted from the positive work accomplished 
in the down stroke. In other words, during the down stroke the 
steam does the work, and during the up stroke work is done upon 
the steam. 

It follows, therefore, that the portion of unoccupied space 
between the two intermediate horizontal lines is a veritable sub 
traction from the efficiency of the agent. 

II 6 . We pass on to calculate the horse-power in the case of 



Fig. 86. 


a single-acting pumping engine, having a cylinder 112 inches in 
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diameter, with a stroke 9*166 feet, and making 7*5 strokes per 
minute. 

Referring to the diagram where the steam pressures are noted, 
and taking each group of numbers in order, there is, above the 
atmospheric line, a series amounting in all to 56*5. Below the at- 
mospheric line the first series amounts to 48*5, and the second 
series gives 39*3. 

Hence mean pressure of steam =^ 2 ^ (56*5 +4^*5 + 39*3)= i 4*43 
. RP — i4‘43 X 3*14159 X 5^ X 56 X 9‘^66 x 7*5 
33,000 

= 296*5. 

In an example of this kind the answer is very readily obtained 
by the use of a table of logarithms. 

DOUBLE-ACTING ENGINE. 

1 1 7. In illustration of the mode of estimating the work done 
by a double-acting engine we go back some thirty years to an 
example from a powerful oscillating cylinder of a marine engine, 
which may give an idea of the performance commonly accepted 
before the days of compound cylinder engines with high pressure 
and expansion. 

The engine was composed of two cylinders, each 82 J inches 
in diameter, with a stroke of 6 feet, making 14^ revolutions per 
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minute. It would be described as a pair of 250’s, meaning that 
each cylinder was of 250 H.P., according to a nominal scale then 
adopted, but now almost, if not quite, obsolete. 

The scale is not marked on the diagram, but the student will 
infer it approximately from the values of the steam pressures 
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above the atmospheric line at the respective divisions, which are 

4’5» 4*S» 4-45» 4*35> 4-3» 4*3^ 4*i, 27» % 
stopping at the ninth division. 

The so-called vacuum pressures are estimated as follows : — 
8-8, 10*8, 11*2, 11*3, 11*3, 11*4, 11*4, 11-4, 11*5, 10. 

Hence the sum of pressures = 109*14- 33*8 = 142*9 ; 
mean pressure = 14*29. 

It is recorded on the card that the steam was blowing off, and 
that the barometer gauge of the condenser stood at 26^. 

WIRE-DRAWING AND CLEARANCE. 

1 1 8. Among the causes which deteriorate from the perfection 
of an indicator diagram one is that of wire-drawing. This term is 
intended to convey the idea that the pressure of the steam is 
attenuated by obstacles which impede its passage. 

The effect of wire-drawing is to cause a gradual decline or 
subsidence of the steam line. It is commonly seen in the indi- 
cator diagram of a large Cornish pumping engine. The cubic 
content to be filled by the steam increases so rapidly as the piston 
descends that the steam pressure can hardly be maintained. 

Again, it will have been noticed that the definite well-marked 
angle at the point where the curve of expansion leaves the hori- 
zontal line of steam pressure is seldom to be noticed in an actual 
diagram, or certainly not in an engine worked by a slide-valve 

and eccentric. In such 
a case the valve closes 
gradually, and the out- 
line becomes rounded 
at the point of cut-off. 

This rounding at the 
point where expansion 
begins is also marked 
in diagrams where the 
Fig. 88. valves are lifted by 

cams, as in the annexed figure, which is taken from an engine by 
Fairbaim & Sons, having the following particulars 
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Diameter of cylinder ... 40 inches. 

Length of stroke . . . • 6 feet 

Number of revolutions ... 25 per minute. 

Steam is admitted a little after the crank-pin has passed the 
dead centre, and is cut off at *45 of the stroke. The lead of the 
exhaust is f inch. The valves are double-beat or balanced valves, 
and the exhaust is kept open during the whole stroke. Here, 
therefore, there is no compression; and to obviate the sudden 
strain on the crank-shaft from admitting steam while the piston is 
at the exact end of its stroke, the curve is cut away along the 
bounding vertical line, instead of before reaching it, as in the case 
of the locomotive engine. 

The diagram tells at once what is happening by the little tail 
at the point a. Then comes the rise of steam pressure and a 
small jump of the pencil at b. There is also, to a small extent, 
wire-drawing, as shown by the gradual drop of the steam line 
between b and c ; and there is a small rounding at the extreme 
end of the upper steam line, showing the lead of the exhaust. 

According to a scale of the strength of the indicator spring 
the mean effective pressure on the piston is 11*5 lbs., the vacuum 
being 13 lbs. 

1 1 9. Hitherto it has been assumed that the travel of the piston 
is exactly equal to the length of the cylinder, but in practice the 
piston does not come home to the cylinder cover at the end of a 
stroke, and a certain empty space or clearance is left between 
their respective surfaces. Also the steam passages leading from 
the valve to the cylinder increase this ineffective space, which 
must be filled with steam before any work can be done. The 
cubic content thus occupied, which causes waste when the steam 
is perfectly exhausted, but forms no part of the real working 
cylinder, is called the clearance. It may be estimated in terms of 
the content of the cylinder by assigning a length thereof (say c) 
which determines its volume. Thus, let a be the area of the piston, 
then A ^ is the clearance. But for simplicity it is common to call (^) 
the * clearance,* especially in analytical calculations of work done. 

The tendency of compression or cushioning is to eliminate the 
waste due to clearance. The steam compressed at the end of the 
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stroke behaves like an elastic spring and gives out during ex- 
pansion the work expended in compressing it, whereby it obviates, 
as far as it will go, the waste of boiler steam. 

The effect of clearance on the indicator diagram is to lift the 
curve of expansion in some degree. 

Thus, let AN be the travel of a piston, oa the clearance, 
where o is the real zero from which volumes are measured. 

Neglecting clearance, we should assume 
that the volume a d expanded accord- 
ing to Boyle’s law, and on this sup- 
position B p R would represent the lines 
of pressure, whereby ifAD = DM = MN 

we should have p m = — , n r = — . 

2 3 

But since od is the true volume of 
steam undergoing expansion, it is 
evident that tne true pressures at m 
and N are somewhat greater tham 
before, and are in fact represented by / m, r n, such that 


y 



/ M : r N : B D :: — = — : — = : — 

^ vol. O M vol. O N vol. O D 

In other words, let vol a d = v, vol o a = z', and let / be the 
pressure at b. 

If there be no clearance, pressure at m = ^ 


But with clearance, pressure at m = 


/ (v + 

2 V H- Z' 




2 



The amoirnt of clearance which is to be allowed for in prac- 
tice may be set out upon an indicator diagram by drawing a 
vertical line similar to the dotted line in fig. 97, and regarding it 
as a zero line from which volumes are to be measured. 
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The indicator diagrams in fig. 90 are intended to give an 
idea of the effect now referred to. They are taken firom a blast 
engine, having a cylinder 42 
inches in diameter, with a stroke 
of 8 feet 3 inches, working at 14 
strokes per minute. The smaller 
diagram, with the less perfect 
vacuum line, was taken when 
there was an excessive amount of 
clearance, the cut-off valve being 
placed in the steam-pipe, whereby 
the steam contained in a side 
pipe or steam-chest expanded 
after the valve was closed. The 
effect of clearance has been to raise the expansion curve in the 
manner pointed out in the previous investigation. That such is 
the case will be rendered more certain by reference to the second 
diagram, which is the card taken when the two valves — ^viz., the 
steam and cut-off valve — were replaced by a single valve lifted by 
a cam and placed close to the cylinder. The expansion curve 
falls at once by reason of the diminution of clearance. 

It must be noted that the pressure of the steam is not the 
same at the beginning of the stroke in the respective diagrams, 
nor is the point of cut-off exactly the same, so that the comparison 
is not perfect ; but we see that clearance must be allowed for in 
estimating the expansion curve of an indicator diagram, and that 
otherwise the information given is entirely deceptive. Another 
point is, that excessive clearance diminishes the excellence of the 
vacuum, by reason that the condensation is less perfect when a 
portion of steam is lodged in the passages. This is apparent from 
the diagrams, the vacuum having improved from 9 lbs. in the first 
card to 10*9 lbs, in the second, solely from the lessening of the 
amount of clearance. 

EXPANSIVE WORKING OF STEAM. 

120. This example suggests a connection between the subject of 
clearance and that of expansive working as carried out by seperate 
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valves. It will be understood that expansion of steam may be 
provided for : — 

1. By putting lap on a slide valve, whereby a fixed rate of 
expansion is secured. 

2. By employing four independent valves lifted by cams, viz., 
two steam and two exhaust valves. Here the expansion can be 
regulated without any difficulty, all that is required being to 
change the cam-steps for different grades of expansion. 

3. By employing a separate expansion valve, placed behind the 
ordinary slide valve. 

This method will be understood by referring back to fig. 69, 
where a double-beat valve, acting as an expansion valve, is shown 
in combination with a slide valve. The latter has scarcely any 
lap, and contributes nothing to expansive working, its function 
being merely to distribute the steam on its way from the slide case 
to the exhaust. The double-beat valve would probably be lifted 
by a cam, and would regulate the passage towards the slide valve, 
being opened or closed at will, and at any desired period of the 
stroke. It does all that is required for cutting off the supply cf 
steam, but it labours under the defect that it causes a sensible 
addition to the amount of clearance which is inherent to the use 
of a slide valve. The waste of steam now commences a step 
further back, and is reckoned from the valve a b c d, instead of 
from the slide valve. It has consequently been a common practice 
to retain four valves for distributing the steam in a double-acting 
engine, according to the method originally practised by Watt 
Each of these valves may be opened and closed by cams at any 
period of the stroke, and they give a power of carrying out expan- 
sive working with great facility. 

If, on the other hand, a combination of a slide valve with a 
separate expansion valve be employed, it is essential that the 
latter should be placed as close as possible to the former, or indeed 
should form part of it, as in the following instance, which illustrates 
an excellent mode of providing expansion, viz., by a hack cut-off 
valve. 

Such a valve is shown in the drawing, and is marked h. 

We have here the cylinder, with its steam ports and eduction 
ports, as in the repeated examples. Instead of an ordinary D 
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slide valve there is a box with steam passages and an arch for 
bridging over the interval between the steam and eduction ports. 
It is apparent that on lowering both this box and the supplemen- 
tary block behind it, marked h, the steam will enter the top of the 
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cylinder, and will escape from the bottom of it in the manner pre- 
viously described. Whereas on raising the block h no more steam 
can enter the upper port, and an effectual cut-off is the result 
The back of the valve as well as the face of it will be plane 
surfaces, and, by properly adjusting two eccentrics connected with 
the valve and with h respectively, it is possible to provide for a 
cut-ofif at any part of the stroke, and to do so with scarcely any 
waste of steam other or greater than that which would occur widi 
a single D valve. 

N 
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The effect of expanding in different degrees is marked on the 
diagram by way of illustration, and requires no special explana- 
tion after the previous remarks, but it is necessary to notice the 
stuffing box and gland for keeping the piston rod steam-tight. 

This is an improvement upon Wattes method, which is drawn 
in fig. 9, as it appeared in his patent of 1782. The stuffing box, 
marked e e, is provided with a brass bush at the bottom of it, 
which is bored to fit the piston rod. An empty space is left for 
packing, and a gland, d d, with a brass lining, is screwed down, so 
as to compress the packing and tighten it round the piston. The 
top of the gland is formed into a cup for oil, and this completes 
the arrangement 


FURTHER INDICATOR DIAGRAMb. 

1 2 1, In a diagram taken from a locomotive engine the periods 
of expansion, compression, and release are often well marked, as 
confirmed by the following example, which exhibits successive 
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stages in tiie modification of the indicator figure. The engine 
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being non-condensing, the atmospheric line is below the whole, 
enclosed area. 

1. Here the diagram is intersected by three vertical lines at 
equal distances, and represents a species of theoretical curve. The 
steam line is maintained during the first third of the stroke ; then 
come expansion, release, exhaust, and compression in the order 
and to the extent marked. 

2. This is a tolerable copy of an actual diagram given to the 
writer, where the boiler pressure was 128 lbs., the diameter of the 
cylinder 17 inches, with a stroke of 2 feet. The train was de- 
scribed as consisting of fifteen carriages, and was just starting. 
The three periods in question are extremely well defined. 

3. Here the three periods are still defined, but the greater 
speed of the engine causes them to lose much of their distinctive 
character. The boiler pressure is still 128 lbs., but the speed is 
28 miles per hour. 

4. The boiler pressure is marked at 123 lbs., but the speed of 
the piston has quite swept out the characteristics of the steam line. 
The train is now running on a level line at 58 miles per hour, and 
the principal effect to be seen is the jump of the indicator pencil ; 
but, taking the dotted line as an approximate mean, it is appa- 
rent that cut-off, expansion, and release are hopelessly blended 
together. 

122. As an illustration of the necessity of providing in the 
design of an engine for effective condensation of steam, we refer to 
a simple illustration. 

Some thirty years ago, in the iron district of South Stafford- 
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dure, an indicator diagram taken from a mill engine of nearly 200 
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H.P., having a cylinder 42 inches in diameter, with a 7 feet stroke, 
gave the result shown in fig. 93. The engine took steam at 
about 19^ lbs. pressure, which was maintained nearly uniform 
to the middle of the stroke, falling only to about 17^ lbs., and was 
then reduced by wire-drawing to 6 lbs. The average vacuum was 
2| lbs. below the atmospheric line, the lowest point attained being 
5 lbs. This is made very clear by the outline of the diagram. Of 
course such a performance was most defective, and accordingly a 
careful examination was made into the construction of the engine, 
when it was seen that the steam and eduction valves, as well as the 
thoroughfares or passages, were on too small a scale. The con- 
denser B D was of insufficient size, and water was admitted into it 
by a simple opening, a, without any pipe or rose for throwing out 
a divided stream. 

The conclusion arrived at was to remodel the valves and steam 
thoroughfares as well as the condenser. The engine was worked 
by four Cornish valves, so that it was easy to supply others on a 
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larger scale, and accordingly the steam and eduction valves were 
enlarged from 7 inches to 12 inches in diameter, and the pipe 
marked e was similarly altered. The condenser was improved by 
the addition of a supplemental chamber, c, and an injection pipe 
with a rose, p, was introduced. Otherwise the construction of the 
engine was undisturbed. 

The altered form of the indicator diagram at once shows the 
gain of power. The largest portion of the area of work done is 
below the atmospheric line, instead of being above it, the vacuum 
averaging a very little over 10 lbs., instead of only 2| lbs. The 
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steam pressure commences at 8 lbs., and averages 5 *4 lbs. through- 
out the stroke. It is instructive to note the gain of work under 
the new conditions, and we can form a general idea at once from 
the increase of effective pressure below the atmospheric line. 

In the first case it was found that a mean effective pressure of 
19 lbs. from steam and vacuum combined gave 190 horse-power; 
and in the second case there was a gain of 7*43 lbs. from conden- 
sation alone; whence it followed that the actual gain was to 
190 H.P. as 7*43 to 19 ; that is, 

X £90 H.P., or 74 H.P. 

123. As an additional illustration two indicator diagrams are 
appended, which were taken from a direct-acting horizontal engine 
at Woolwich. In the one diagram the engine was working much 



in its ordinary manner, and the curve of expansion is well marked ; 
but in the other the condenser was leaky ; and in order to keep 
the machinery in action it was necessary to maintain the steam 
pressure nearly to the end of the stroke, the contrast between the 
two diagrams being here greater than in the example first com- 
mented on. 


PROTECTION OF THE CYLINDER. 

124. There are three conditions of the steam cylinder in the 
working of an engine : (i) it may be entirely unprotected by any 
covering ; (2) it may be coated with felt and wood or some non- 
conducting material : (3) it may be steam-jacketed, the jacket 
itself being covered with a non-conducting material 
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1. It seems clear that the first mode of working is wrong. But 

in order to impress this view 
upon the student we refer to 
the annexed diagram, which 
shows the expansion curve of 
steam in an imperfectly pro- 
tected cylinder, as contrasted 
with the true theoretical curve 
which would have corre- 

^ sponded with the weight of 
steam found in the cylinder 
at the end of the stroke. In 
the diagram a b c represents 
the actual expansion curve of the steam, and d c that which should 
have been the expansion curve if the walls of the cylinder had de- 
tracted nothing from the work done. The steam loses pressure 
on its entrance by the chilling of the colder metal, and there is an 
•mmediate drain upon the molecular motion within the cylinder, 
on which we rely for the movement of the machinery outside. 
The escape of heat, from whatever cause it may arise, is a direct 
subtraction from the efficiency of the working substance, and at 
the present day it can scarcely be necessary to marshal all the 
reasons to be urged against such a practice. 

2. The second case is where the cylinder is coated with some 
non-conducting material, and here it is essential to remember that 
steam cannot expand and do work behind a piston without a fall 
in temperature. If the steam enters the cylinder direct from the 
boiler, as is commonly the case, it will be saturated, and reduction 
of temperature will cause partial condensation. 

As the expansion goes on it appears that the temperature of the 
steam will fall below that of the surface surrounding it, and towards 
the end of the stroke the heated metal will boil off the water de- 
posited and send it out as steam into the condenser. By such an 
action steam will have passed through the cylinder without doing 
work. A cylinder of metal may be covered with a non-conducting 
casing, but it remains a large metallic mass, and it is impossible to 
reason about it as if it were not alternately heated and cooled 
during the working of the engine. It was this alternate heating 
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and cooling which Watt strove to eliminate by a separate con* 
denser and a steam-jacket. In the last diagram the curve of expan 
sion appears to rise more than is usual towards the end of the stroke, 
and this indicates, as clearly as if the thing were spoken in words, 
that the steam which has been condensed by chilling is evaporated 
by the walls of the cylinder towards the close of the stroke. 

Adopting a view similar to that now referred to, Mr. Cowper 
has pointed out that, with high expansion and a marked difference 
in temperature at the beginning and end of the stroke, the cylinder 
acts somewhat as a condenser to the entering steam, and as a 
boiler just before it escapes. That this is so became apparent 
from an experimental trial, where a glass tube closed at one end 
was fitted to the non-jacketed cylinder of a high-pressure engine 
working expansively. Mr. Cowper found that the steam condensed 
in a cloud inside the tube at the beginning of each stroke and re- 
evaporated before its conclusion. He then brought a shovel of 
hot coals near the tube, and the heat of the fuel effectually pre- 
vented condensation, for it acted as a steam-jacket 

The point is, that no covering to the cylinder would raise its 
temperature permanently to that of the entering steam, for the heat 
deposited on condensation would not remain, but would be carried 
away afterwards, during the re-evaporation. 

3. The last case is that where the cylinder is covered both at 
its ends and sides by a steam-jacket, the external casing being also 
protected by a covering of non-conducting material. Under these 
circumstances the walls of the 
cylinder may be kept nearly as 
hot as the entering steam, and the 
chilling effect of the metal surface 
is to a great extent eliminated. 

Enough has been stated in the dis- 
cussion on heat engines to demon- 
strate the serious waste of heat 
which is inevitable with even the 
best-constructed engines, and it 
is a clear advantage to get the 
greatest possible amount of work 
out of the steam just at the precise instant when it is in action. 
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There is no known material which is insensible to the action of 
heat ; that is, which cannot be warmed or cooled, and which will 
not conduct or radiate heat Of necessity a cylinder is made of 
metal, a material peculiarly sensitive to changes of temperature, 
and possessing every quality, except strength, which we should 
prefer not to find in it It would, therefore, appear that the most 
reasonable course would be to enclose the cylinder in a hot 
envelope, which may serve to maintain its temperature at a high 
level and to supply the heat which is otherwise escaping. 

Mr. Cowper has brought before the Iron and Steel Institute 
several valuable observations on the utility of a steam-jacket, 
and he has illustrated his remarks by reference to indicator dia- 
grams taken from cylinders with and without steam-jackets. The 
card (fig. 97) was from an engine with a steam-jacket over the 
ends and sides, and the curve of expansion was nearly that given 
by theory. Towards the end of the expansion the true curve 
is represented by the dotted line, and it appears that the actual 
expansion rises above it, showing that the steam was a little super- 
heated by the hot casing. Several diagrams were adduced, which 
came pretty much to a repetition of that given above, the point 
being that the greater the amount of expansion the greater was 
the loss of work from the absence of a steam-jacket. 

DIAGRAM FROM A CORLISS ENGINE. 

125. A form of engine was introduced some thirty years ago by 
Mr. Corliss in the United States, and has worked successfully, 
although the arrangements for actuating the valves are somewhat 

complicated. The only point to 
which reference is made is the 
form of the indicator diagram, as 
taken from engines of this type. 

Without attempting to de- 
scribe the engine, we may say 
tliat it works with two steam and 
two exhaust valves. 

The steam valves are ex- 
tremely rapid in their action ; they are opened, when imder the 
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control of springs, like the hammer of a gnn, and they move 
suddenly into the position of being fully open. They are closed 
in like manner and are, as it were, shot round from the position 
of being fully opened to that of being fully closed, or conversely. 
The valves are cylindrical slides working in the arc of a circle. 

It is remarkable that liberating gear for disengaging a valve 
which was lifted by the action of a falling weight was introduced 
by Watt, and is therefore as old as the condensing engine; but 
here the valves are not lifted, but rotated, and they are actuated by 
springs, and not by weights. 

Another point is that in engines of this class the governor acts 
directly on the steam valves, so as to cut off the steam earlier, 
instead of actuating a throttle valve, as in Watt's arrangement. 

FURTHER REMARKS ON INDICATOR DIAGRAMS. 

126. It is hoped that enough has been said to present a general 
view of the application and use of the indicator, and before leaving 
this branch of our inquiries it may be useful to append a few 
general remarks. 

Rankine, in his book on the steam-engine, discusses several 
causes which influence the form of the indicator diagram. 

I. It appears that the steam pressure undergoes some fall 
during the passage from the boiler to the cylinder. The amount 
of such fall varies greatly in different engines, but the general 
result is, that the highest average indicated steam pressure before 
expansion begins is some two or three pounds less than the boiler 
pressure. 

Among the points to be noticed are (i) the resistance of the 
steam pipe through which the steam passes, (2) the resistance of 
the regulator or throttle valve, (3) the resistance due to the ports 
and steam passages ; and here also the bends or sharp angles as 
well as the imperfect coating of the steam pipe must be taken 
into account. 

Rankine says that in the present state of our knowledge it is im- 
possible to calculate separately the losses of pressure due to these 
causes, and if it were possible the resulting fonnulae would be too 
complicated to be of much use. An observation of this kind has 
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a wide application. It may be pointed out that steam which has 
been lowered in pressure by the resistance of passages, or has been 
wire-drawn^ as we have termed it, is to some extent superheated by 
the friction of its molecules, the tendency of all friction being to 
produce heat. 

2. There is in practice a rounding of the angle at which the 
expansion curve begins in the theoretical diagram. This is called 
wire-drawing at cut-off. It is always to be seen where a slide 
valve, closing gradually, is employed, and is reduced to a mini- 
mum in a well-formed diagram of a Corliss engine. Speaking 
generally, it may be said that the steam begins, as it were, to work 
expansively a little before the valve is completely closed, or that 
the energy exerted is nearly the same as if the valve had closed 
instantaneously at a somewhat earlier point of the stroke, which 
point may be termed the ‘ effective cut-off.* Such a point is easily 
obtained by carrying the expansion curve a little higher, and by 
prolonging the probable steam line to meet it. 

3. There is a rounding of the expansion curve when release 
begins before the end of the stroke, and it is recommended that 
the point of release should be so adjusted that one-half of the fall 
of pressure takes place at the end of the forward stroke, and the 
other half at the beginning of the return stroke. Where the release 
is small the expansion curve is continued to the end of the dia- 
gram, as may be seen in fig. 98, and in such a case the exhaust 
line slopes gradually downwards as the piston returns instead of 
being nearly horizontal. 

4. The general effect of water in the cylinder, from whatever 
cause produced, but which we will suppose to be present in some 
degree throughout the stroke, is to lower the steam line in the first 
portion of the stroke and to raise it in the latter portion. On this 
subject it is very easy to propound theories ; but the subject- 
matter lies so much within the region of experiment that any 
theoretical deductions, which are nearly all that we can be said 
to have at present, may indeed be interesting, but would perhaps 
admit of being classed among ‘ conclusions in which nothing is 
concluded.^ 

5. There is also the conduction of heat to or from the walls of 
the cylinder, the general effect of which is that in the last case. 
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6. Clearance will modify the form of the expansion curve of 
st'^am, by removing backwards through a small space the zero 
line of volumes. And, as we have seen, if the steam be completely 
exhausted from the cylinder during the return stroke the effect of 
clearance is to waste a quantity of steam during the double stroke. 
But, inasmuch as it is possible to compress a portion of steam in 
the cylinder during the return stroke, the loss above referred to 
may be greatly or perhaps whollv eliminated. On this subject 
Rankine recommends that the point of compression should be 
adjusted in such a manner that the quantity of steam confined or ‘ 
cushioned should be just sufficient to fill the clearance with steam 
at the initial pressure when the piston comes to rest. In such a 
case the work expended in compression is restored again during 
expansion, and the steam spring is continually reproduced without 
waste. 


CONNECTING ROD ENDS. 

127. Two principal methods of forming the ends of connect- 
ing rods will be apparent from the sketches, which are copied from 
the collection of lecture diagrams. 

In Fig. 99 we have an elevation and side-view of a con- 
necting-rod with a forked end, showing the combination known 
as a straps gib, and cotter, A 
pin to which the rod is at- 
tached is encircled by brasses 
made in two halves, as indi- 
cated by the tinted pieces 
while the brasses themselves 
are bound round by the strap 
cc, and held together by the 
gib, marked a, and the cotter 
(sometimes called ‘ cutter 
marked d. This part of the 
contrivance affords a good 
illustration of the use of 
wedges in combination with a tightening screw. As the brasses 
wear the oblique surfaces of a and d slide upon each other, and 
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the thick end of the cotter is continually advanced by the scre^v, 
while the surfaces which abut against the brasses on the one side, 
and the connecting-rod on the other, remain parallel, as at first. 
The key-way, which is cut through the strap and connecting rod 
for the insertion of the gib and cotter, is shown in the side-view, 
and spaces are left to allow for the screwing up of d as the bearing 
wears. Also the connecting rod is enlarged towards the middle, 
as indicated by the broken piece which marks the increase in 
size. 

128. Another construction for the end of a connecting rod 
is simple in its details, and is much used in marine engines, as in 

the compound cylinder engine by 
Messrs. Maudslay (see fig. 127). 

^ I Here a brass block is divided 

a I into two parts, and is bored through 

I I for the reception of two holding 

^ bolts, each screwed at one end, 

— \\ The connecting rod terminates in a 

^ T-piece marked e, the brasses abut 

— • against it, the bolts are passed 

through the brasses, and a plate d 
affords an abutment to keep every- 
Fig. 100. thing in place after the nuts have 

been screwed up tight and locked. 
A side-view shows that the central portion of the brass is elon- 
gated, in order to secure a sufficient amount of bearing surface, 
the advantage of elongated bearings being now well understood. 
The blocks may, of course, be hollowed out sufficiently to leave a 
layer of patent metal for diminishing the friction, the surface of the 
soft metal being scored by channels, so as to admit oil for lubri- 
cation. Where great force is transmitted the inside of each brass 
is lined with soft metal. Soft metal bearings, as they are termed, 
formed the subject of a patent taken out in 1843, No. 9,724. The 
specification stated that the inner part of the boxes for the support 
of gudgeons or axles was to be lined with a compound metal, 
composed of 50 parts of tin, 5 of antimony, and i of copper. In 
order to prepare the boxes for this composition they were * to be 
cast with projecting rims or fillets along their interior edges and 
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on their ends, within their semicylindrical parts.’ The interior of 
the boxes and the fillets or rims were then to be cleaned and 
tinned in the usual way of performing that operation. A cylindri- 
cal core was then inserted, and the alloy was melted and poured 
in, so as to form the lining, the object of the rims or fillets being to 
keep the lining in its place. The method described in the speci- 
fication has been commonly adopted, and indeed the composition 
is so soft that it would be squeezed out unless it were retained by 
a harder fillet or edge. The device is an example of a means of 
counteracting the tendency of rubbing surfaces to set up the 
vibratory motion of heat. The soft plastic tin will not accept that 
vibration ; and if the surfaces be well oiled the bearing may sup- 
port great pressure without becoming heated. Where the force 
transmitted is very small, as in watchwork, the bearing surfaces 
are made of the hardest possible material ; for example, a steel 
pivot works in a ruby collar. 

Where a shaft works under water the mechanical conditions 
are changed, and in the case of screw-propeller shafts it has been 
found that hard wood bearings are superior to all others. In 
1854 Mr. Penn took out a patent (No. 2,1 14) for ‘an improvement 
in the bearings and bushes for the shafts of screws and submerged 
propellers.’ According to this invention the bearings were not 
continuous metal surfaces, as previously constructed, but were 
formed in a series of wooden fillets or ridges made of lignum vitae, 
and having water spaces between them, one main object being to 
allow the water to pass freely along the channels lying between 
the ridges. 
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CHAPTER VI. 

ON BOILERS. 

129. The two forms of boilers principally used for stationary 
engines are the Cornish boiler and the Lancashire boiler. The 
Cornish boiler stands first in the history of the subject, having 
been adopted in Cornwall during the early part of the present 
century, and being, in fact, the type from which the Lancashire 
boiler has been derived. 

The shell of a Cornish boiler is a cylinder with flat ends, 
having one internal furnace tube which runs along the whole 
length of the boiler. The furnace occupies a portion of the tube, 
and the burning fuel is entirely enclosed within the shell. Such a 
system is technically known as ‘ internal firing,' and if the furnace 
were placed outside the boiler and below the cylindrical shell, as 
may often be the case, the boiler would be an externally fired single- 
flued boiler, and the term ‘ Cornish ' would not be applicable to it. 

The Lancashire boiler is said to have been introduced in 1844 
by Fairbaim and Hetherington, and is a cylindrical boiler with 
flat ends, having two internal tubes instead of one only, each 
furnace being enclosed within its respective tube. 

Since there is no essential difference between these two forms 
of boiler, except in the number of furnace tubes, it may be con- 
venient to describe the Lancashire boiler. 

The tubes necessarily govern the diameter of the boiler ; they 
are usually 2 feet 9 inches in diameter, and, in order to allow 
sufficient space between their sides and the shell, the latter should 
be 7 feet in diameter. With tubes 3 feet in diameter the shell 
would be increased to 7 feet 6 inches in diameter. The length of 
the boiler may, of course, be varied. Short boilers evaporate more 
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rapidly in proportion than long boilers, and suffer less from strain- 
ing action. The maximum length is 30 feet, and the usual length 
for a full-sized boiler is 27 feet. 

The construction of a boiler should be regarded from two 
points of view: (i) There is the general form and structure 
adapted to support the bursting pressure of the steam. (2) There 
are considerations arising from the unequal action of the heat of 
burning gases, and there are precautions to be taken for diminish- 
ing the waste of heat. 

CONSIDERATIONS WHICH INFLUENCE THE FORMS OF BOILERS. 

130. The early boilers were designed in simple defiance of all 
mechanical principles. This matter has been touched upon in 
Chapter III., where the opinion of an engineer was quoted, to the 
effect that a marine boiler should be adapted to the shape of the 
vessel, and that its safety would depend upon the strength of the 
metal, and not on its form. Without doubt the safety of a boiler 
depends on the strength of the metal, but it is quite wrong to say 
that it is independent of the form of the shell, and anyone who 
thinks for a moment on the subject will comprehend that a cylin- 
drical tube of some kind is the proper vessel wherein to retain a 
supply of steam under pressure. 

The strongest form of vessel for holding a gas under pressure 
is a sphere — that is the natural form for the purpose — as we learn 
in blowing a soap-bubble. But no one would recommend a 
spherical boiler, there are so many practical reasons against it 

The next best theoretical form is a cylinder, which may be of 
any size, and only suffers from weakness at the two ends. Accord- 
ingly, when a chemist wishes to operate on gases under enormous 
pressure he confines them in tubes; if he is about to expose 
water to a temperature which shall cause the whole of it to pass 
into steam approaching the density of the liquid, he encloses a 
small quantity in a tube. Faraday^s first experiments on the 
liquefaction of carbonic acid gas were performed with the aid of 
small tubes. Cagniard de Latour found that water enclosed in a 
tube became gaseous in a space equal to four times its original 
bulk at a temperature of about 773" F. (that of melting zinc). 

Tlie practice of an engineer in this question of form has been 
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precisely the same as that mentioned above. When steam was 
first used at or about the atmospheric pressure the shape of the 
boiler somewhat resembled that of a teakettle. Then followed 
the waggon boiler of Watt, designed solely for economising heat, 
and shown in section side by side in contrast with a cylindrical 
boiler having two internal flues, [n the ordinary waggon boiler 
the fireplace is underneath the shell, and there is an arched base 
for preventing an accumulation of deposit, together with curved 
sides for exposing a larger amount of surface in the flues. These 
boilers were of considerable size, and the example taken is that of 
a 16 H.P. boiler, which would be ii feet 9 inches long, and 
5 feet in breadth. It would contain 238 cubic feet of water, and 



would have a steam space of 97 cubic feet, the total heating surface 
being estimated at 156 square feet. The flues were arranged for 
what was termed a ‘ wheel-draught,' that is to say, the heated gases 
passed under the boiler through c, rose up to the flue a, and came 
back along one side in order to pass through the flue b along the 
other side, and so to the chimney. 

If sudi a boiler were subjected to internal bursting pressure, 
and were capable of altering its form, each of three surfaces, a, b, 
and c, would be bulged outwards, and the type would approach 
that of a cylinder. It follows that the peculiar waggon-shaped 
section can only be preserved by the employment of a sufficient 
number of wrought iron stays or rods passing from surface to 
surface, and holding the plates in an immovable position ; and 
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further, that the only part of the shell which can assist itself is the 
arched top. 

A first idea of the Lancashire boiler will be obtained from the 
sectional sketch. Here the diameter of the shell is supposed to 
be 7 feet) and that of each tube is 2 feet 9 inches. The water 
space between the tubes is 5 inches, and that between the tube 
and the shell is 4 inches. The water level is about that indicated. 
It is common to place intermediate water pipes across the fur- 
nace tubes, as shown in the sketch, for the purpose of intercepting 
some of the heat of the gases. There are various contrivances 
of this kind, called water pipes or water pockets. As to the cir- 
culation of the heated gases, that is arranged by flues running 
the whole length of the boiler. The hot gases, passing first 
along the furnace tubes, dip under the boiler, and return through 
a single flue having a breadth equal to the radius of the shell. 
Then the gas from the side c rises to b and passes back along 
the outside shell, while that from d passes into a and returns in 
like manner. The gases meet again at the end of the boiler and 
proceed horizontally on their way to the chimney-stack, but 
before reaching it they may encounter some form of economiser 
or apparatus for heating the feed water, consisting of a group of 
wa|er pipes placed in the main flue which absorb heat from the 
waste gases, and return it to the boiler by raising the temperature 
of the feed water, say to 240® F. or thereabouts. 

The arch of the boiler is carefully protected, first by a layer of 
non-conducting substance, and secondly by an arch of brickwork. 

With cylindrical boilers there is a difficulty about strengthening 
the ends. Theory would tell us to make the ends hemispherical, 
when their strength would be as much as twice that of the cylin- 
drical sides. There is, however, a practical objection to forming 
a hemispherical or * egg-end,’ as it is called, from the boiler plate, 
and the result is that the ends are commonly made of flat plate, 
which is strengthened artificially in such a manner as to give 
security against danger. 

The use of high-pressure steam was advocated by Trevithick 
and Woolf, and both these engineers adopted the cylindrical form 
of shell, Trevithick originating the Cornish boiler, with internal 
firing, and Woolf constructing a boiler in 1803 composed of nine 

o 
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cast-iron pipes, each 12 inches in diameter, exposed externally to 
the direct heat of the fire, and connected above to a larger pipe, 
which again was in free communication with a large cylindrical 
receiver forming the steam chest 

In order to show what may be done in this direction we refer 
to Perkins’s steam boiler, consisting entirely of wrought-iron tubes, 
each 2 J inches internal diameter and 3 inches external diameter. 
The boiler is made up of five layers of these tubes, all placed 
horizontally, and connected together by small vertical wrought-iron 
tubes, with screwed gaspipe joints. It was designed for an engine 
working at a pressure of 500 lbs. per sq. inch. The influence of 
size must not be disregarded. Thus Mr. Perkins states that the 
strain upon the material of a cylindrical boiler 5 feet in diameter, 
and with steam at 19 lbs. pressure, is the same as in one of these 
tubes at 500 lbs. pressure. 

THE STRENGTH OF CYLINDERS UNDER INTERNAL PRESSURE. 

131. The strength of a cylindrical boiler to resist internal pres- 
sure is calculated as follows : — 

Let r be the radius of the inner surface of a cylinder composed 
of a metal which can support a tensile strain of w lbs. per sq. inch. 
Let e be the thickness of the shell, and p the pressure of the en- 
closed fluid. 

We shall confine our attention to a small rectangular piece of 
the shell, whose sides are y, and whose thickness is and which 
is under the action of a force pxy acting outwards on the area 
xy^ as well as to the forces p, p, q, q, marked in the sketch. 

Looking sideways at the slice, as in the right-hand figure, we 
observe that the two forces Q, Q, acting tangentially at the ends of 
the arc a b, balance p xy. Let a c b = 2 0, then 
2 Q sin 0 =/ xy. 

But A B = sin 0 ac -Z- very nearly ; also a bar i sq. inch 

2 r* 

in i ><H-tinpa1 area supports wlbs. .*. ex sq. inches support lbs., 
whence Q = 

zvex X 2 -^pxy, oxe^^ 
tr ' w 
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This gives the thickness for supporting a given circumferential 
pressure, and the conclusion is that the thickness must increase 
in the same proportion as the diameter, in order to resist the strain 
on a longitudinal section. 

' Taking the expression for q, viz., Wdor, and substituting the 
value of e just found, it appears that q=w^ = 



We have next to consider the strain produced by the forces 
p p, which tend to tear the shell asunder along a transverse section. 
Such a strain is produced by the pressure on the flat ends. 

The pressure on one flat end = /? x tt r®, and this pressure 
is supported by the cohesive strength of the material in a transverse 
’ section whose area \s 2 nr e. As before, 2 nr e square inches will 
support 2nrew lbs., 

.*. 2 TT r ^ w = / TT r®, or ^ , 

2 w 

which is exactly half the value before obtained. To put this in 
another way, since p is the strain on an area being part of a 
ring whose area is 2 n re, it is apparent that 

_4^=_OL, 

nr^p 2nre 2 

Cor. Let = ^ = i. /. p q =/ r, whence Q ^ 2 p, 

2 

or the strain on a longitudinal section (per linear inch for any 
thickness) is twice that on a transverse section. 
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132. The strain on a longitudinal section per linear inch of 
the material of a cylindrical boiler may also be found by a simple 
application of a law of fluid pressure. 

Let D E H B A represent a portion of a cylindrical boiler, d e a, 
c H B being two planes perpendicular to its axis, and d c b a being 
a plane containing its axis. The pro- 
perty of fluid pressure relied on is that 
the whole bursting strain on the metal 
strips A B and d c is the same as the 
pressure of the enclosed fluid on the 
area d c b a. 

Let ab = a:, DA= 2 r, and let 
p be the pressure of the fluid or steam. 
Further, let t be the thickness of the shell (a section at a b 
being really represented by A^^ 3 b, where = b^ = ^), and let 
w be the tensile strength of the material per square inch of section. 
Hence a b and c d together can support 2^ ex lbs. 

Now the pressure on each unit of area of the curved surface of 
the cylinder can everywhere be resolved into two components, one 
perpendicular to the plane d c b a, and the other parallel to it. 
Of these components the sum of the former is the pressure on 
D c b A, and the sum of the latter is zero ; hence 



p X area d c b a = strain on a b + strain on d c, 
01 p y^xy.2r^^ex^r^ex 


. 

r 


The material of the shell of a full-sized Lancashire boiler is 
usually wrought iron, but steel plates are frequently introduced in 
the furnace tubes, especially in the part around the fire. The 
thickness of the iron plates would be inch for a pressure of 
75 lbs. per sq. inch, or for 100 lbs., and the width of a plate is 
(say) 3 feet 

As to the strength of boiler-plate the general rule is that a 
rolled plate is less strong per square inch of section than a thick 
bar of the same iron. Also the reduction of strength is more 
marked in the transverse than in the longitudinal direction. There 
ib a further subtraction from strength by riveting ; and according 
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to Sir W. Fairbaim the breaking strains of riveted joints of boilc^ 
plate are estimated somewhat as follows : — 

Pounds. 

Iron 50,000 

Double riveted joint 3S,ocx) 

Single riveted joints 28,000 

per square inch of section of plate. 


Since the plates after rolling are stronger in the direction in 
which they are rolled than transversely, it is apparent that they 
should be so disposed that the direction of greatest strength 
should encounter the greatest strain. 

But the strain on the longitudinal section is greater than that on 
the transverse, and hence the plates, which may be 3 feet wide, are 
wrapped round the circumference, being laid in three lengths, in 
order that the longitudinal seams may clear the brickwork seatings. 
As a consequence of the theoretical disproportion between the two 
strains, it is further recommended that the longitudinal seams 
shonldhe doulfle-nveted with |-inch rivets, pitched about 2^ inches 
longitudinally and 2 inches diagonally. The transverse seams are 
single-riveted, the pitch being 2 inches. To double-rivet them 
would appear to add but little to the strength of the boiler, though 
it would increase its weight and cost. 

The furnace tubes diminish the area of the flat ends, and relieve 
the pressure tending to rupture the material on a transverse section ; 
they further act as stays for holding the ends together. On both 
these accounts a boiler with internal tubes becomes stronger than 
it would be without the tubes, so far as transverse rupture is con- 
cerned. The flat ends remain, however, a source of anxiety, and 
in order to support them gusset stays and tie rods are employed, 
as to which something will be said, after the disturbing action of 
heat has been noticed. 

Ex. Let a boiler be 7 feet in diameter, with two internal flues, 
each 33 inches in diameter, and made of boiler plate ^ inch thick. 
To find the bursting pressures (i) along a longitudinal and (2) 
along a transverse section ; 

We shall assume that w = 35,000 for the double-riveted or 
longitudinal joints, and w' = 28,000 for the single-riveted or 
transverse joints. 

Let p be the bursting pressure for a longitudinal section, 
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l$8 

then/ = — = as 4 i 6-6 lbs. 

r 2 X 42 

Calling /' the value of p for a transverse section ; — 
Circumference of shell = 263*89 inches 

„ each flue = 103*67 „ 

Making a total of . . 471*23 

Now, the tensile strength of a strip of iron single-riveted, 
471*23 by ^ inches in area, is 

28,000 X 471*23 X ^Ibs. 

X 3*83 1 *17 = 28,000 X 471.2 X i 
/, == 1,722 lbs. 

From which we infer that the boiler is more than four times 
stronger along a transverse than a longitudinal section. These 
numbers show the extent to which the flues strengthen the shell, 
and confirm the statement which preceded the computation. 

EFFECT OF HEAT. 

133, The wear and ultimate strength of a boiler is greatly 
influenced by adopting a construction which shall provide for the 
inevitable changes of form caused by unequal expansion and con- 
traction due to changes in temperature. Heat is motion, and as 
soon as the fire inside a furnace tube is lighted the metal on the 
top becomes more heated than the under surface, and the tube 
arches itself, in consequence of the greater expansion of the 
hotter portion. And not only so, but the tube lengthens as a 
whole, and the flat ends bulge outwards. Finally, the water be- 
comes heated, the whole structure elongates, and, unless sufficient 
allowance be made for these pulsating movements, straining will 
occur, which may possibly end in rupture. 

The linear expansion of wrought iron (soft forged) under the 
action of heat is stated by Dr. Percy to be *0012204 for a rise in 
temperature from o® C. to 100® C. 

Thus a bar of iron, 30 feet long, expands about A inch for a 
rise in temperature of 270® F. 

The expansion of the parts of a boiler as caused by heat is, of 
course, capable of accurate measurement, and in particular the 
so-called ‘hogging' of a furnace tube has been observed by applying 



199 


Expansion by Heat 

three gauge rods attached at equal distances along the crown of 
the tube. Each rod is carried vertically upwards, and passes 
through a stuffing-box in the shell of the boiler, whereby it has 
been possible to observe very accurately the distortion of the tube. 
One boiler experimented on was 28 feet long, and it was found 
that the tube rose f inch when the flame passed around the boiler 
in the ordinary way along the side flues, and that it rose ^ inch 
when the flame was carried directly into the chimney without 
heating the outer shell. The gauge rod at one-fourth the length 
of the boiler from the front end rose as much as that, and in one 
case it rose inch more. Also the colder the water at starting 
the greater was the distortion, and generally the action was more 
severe just after lighting the fires. As soon as the whole of the 
water became permanently heated the gauge rods retired to their 
primary position, the distortion of the tubes seldom lasting for 
more than an hour. It is most instructive to read an account of 
the Lancashire boiler as given by Mr. Fletcher, at a recent meeting 
of the Institution of Mechanical Engineers (a.d. 1876), where all 
these points are fully discussed. Our object is to point out to the 
student that a boiler 30 feet long is a large piece of apparatus 
constrained to obey and exemplify the laws of the communication 
of heat, and that its structure and design should have reference 
to these laws. Thus Mr. Fletcher remarks that when furnace 
tubes are lashed to the shell they often tear themselves away from 
it, and that in one case, where a furnace tube was supported by 
means of a stay tying it to the top of the shell, it was found that 
the thrust of the tube had crumpled up the stay by compression 
and had broken it by an upward thrust, thus showing how little 
need there was for suspending the tube by a rod in order to pre- 
vent it from drooping. 


STAYS AND TIE RODS. 

134. We have seen that the double-flued boiler was introduced 
by Fairbaim, and to that engineer we are indebted for a method of 
8ta3dng the flat ends which has been generally adopted. In 1856 
Sir W. Fairbaim recommended that boilers should be constructed 
of a cylindrical form, in order to obtain as nearly as possible the 
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maximum strength, and that where flat ends were used they should 
be composed of plates one-half thicker than those forming the 
circumference. The flues, if two in number, should be of the 
same thickness as the exterior shell, and the flat ends of the boiler 
should be carefully stayed with gussets of triangular plates firmly 
connected with the shell by angle irons. Sir W. Fairbairn stated 
that in his opinion gussets are infinitely better and more certain 
in their action and retaining powers than stay rods \ also, that 
when gussets were used they should be placed in lines diverging 
from the centre of the boiler. 

As to longitudinal stays, they are simply rods of iron, running 
from end to end and secured with double nuts, one inside the 
boiler and one outside. In the Lancashire boiler there are 
commonly two such stays, placed about 14 inches above the 
^ furnace crowns, one on each side of the central vertical line, 
and near together. 

The annexed drawing will give an idea of the manner in which 
the flat end of a boiler is strengthened by gusset stays. The 
portion shown is that most remote from the furnace. The in- 
ternal tube is represented by bb, and there is a vertical water 
pipe p, to which reference was made in a previous sketch. The 
furnace tube is made in lengths united by Adamson^s flanged 

seam (see Art. 135). The gusset 
stays are shown at a, a, a. They 
appear in the drawing to come 
close to the tubes, but that is 
because the section of the tube 
is shown on one side of its true 
position, in order to bring it 
into the drawing. A longitudinal 
slice through the centre of the 
boiler would not indicate the 
furnace tube at all, and the latter 
is merely projected on the actual 
sectional drawing, in order to 
make one sketch perform double 
duty. The real position of the gusset stays will be apparent 
from an inspection of fig. 106, where they are indicated by 
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dotted lines. It is usually considered that there should be five 
gusset stays on the large upper area of the flat end, and they 
would then take tlie positions marked. It will be noted that 
the middle stay supports the central area, just where the flat 
plate requires additional support, and also where it can be firmly 
held without preventing the movement of the furnace tubes. It 
is important that the ends of a boiler should be elastic, in order 
that they may yield to expansion, in which case the hogging of 
the tube would not be so great ; the conclusion being that 
the greater the rigidity of the ends the greater is the strain upon 
the tube. If the gusset stays come too near the tube a grooving 
action may be set up in the iron plate forming the end. 

It appears that such grooves are produced inside the boiler and 
all round the furnace mouth. They are believed to be due to an 
action which is partly mechanical and partly chemical. The furnace 
tubes are continually expanding and contracting from the alterna- 
tions of heat and cold, and there should be sufficient width of 
plate between the tubes, as well as between the circumference of 
the tubes and the ends of the gussets, to allow this bulging action 
to go on without fatiguing the metal. 

Mr. Fletcher recommends that the end plates of boilers, to be 
used at a pressure of 75 lbs. per sq. inch, should be ^inch in thick- 
ness, increasing to inch for increased pressure within moderate 
limits, excessive thickness being undesirable, as confining or re- 
straining the necessary movement of the furnace tubes. The 
object is to strengthen the end plate and yet to preserve its 
elasticity; and in canying out this intention it is a rule to attach 
thw plate at the front of the boiler to the shell by external angle 
iron This mode of construction is not, however, adopted at the 
opposite end, 

135. The furnace flues are a vulnerable part of the boiler, inas- 
much as they are liable to yield by collapsing unless sufficiently 
strengthened. 

The subject of strengthening the internal tubes of the 
I-ancashire boiler was investigated by Sir W. Fairbaim, whose 
experiments led to the following conclusions : — 

I. The strength of a tube to resist collapse by external pressure 
is inversely as its diameter. 
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2. TTie strength varies inversely as the length. 

3. The collapsing pressure in pounds per sq. inch 

o i: w (thickness in inches.) * 

= 806,300 X -TT — 4 —.= — 

Length in ft x diam. m ms. 

In these experiments the ends of the tubes were firmly 
attached to rigid plates, and the vessel in which the compressing 
force was applied was a cast-iron cylinder 8 feet long, 28 inches in 
diameter, and 2 inches thick, which could be safely strained as far 
as 500 lbs. per sq. inch. Into this cylinder air was forced by a 
pump, and produced any required pressure on the surface of a 
quantity of water which nearly filled the cylinder, and in which the 
tube under trial was completely immersed. There were two gauges 
for reading the pressures, and a safety valve in addition, which was 
loaded by a weight 

Some of the experiments followed the law as stated above 
pretty closely. Thus, in the case of a 4-inch tube of thickness 
•043 inch, and of length 30 inches, the collapsing pressure per 
sq. inch was 93 lbs., whereas when the tube was 60 inches long the 
collapsing pressure fell to 47 lbs., which is very nearly one-half the 
former value, and verifies the law that the strength is (other things 
being equal) inversely as the length. 

Since log. 806300 = 5’9o64967 = 5*9065 approximately, and 
since the thickness of boiler tube is generally a fraction of an inch, 
it will be convenient to modify the formula as follows : — 

Let p be the collapsing pressure per sq. inch of section, e the 
thickness of the plate, l the length in feet, d the diameter in inches ; 
then 

Log* I* = 5*9065 + 2-19 log. ^ — log. L X D 

= 1-5265 + 2*19 (2 + log. c) - log. L X D 
= 1*5265 + 2*19 log. 100 e — log. L X D. 

In this shape the formula is applied without difficulty, and it 
may be further simplified by putting it under the form 

A 

p=: 806,300 X 

L X D 

Ex. Let the flue be 36 inches in diameter, 10 feet long, and 
^ indi thick. 

Then log. P = 1*5265 + 2*19 log. so-~log. 360= log. 49x» 
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Whence the collapsing pressure would be 491 lbs. and the safe 
working pressure or 82 lbs. Taking the formula with 2 in 

the place of 2*19, we have collapsing pressure = 560 lbs. 

The Board of Trade has adopted a rule which dispenses 
with logarithms, and is the following : — 

Working pressure in lbs. per sq. inch = 90,000 x . 

This rule is applicable to marine boilers, where the practical 
limit of length is from 10 to 15 feet. 

The experiments made by Sir W. Fairbaim were valuable 
as calling attention to a material subject connected with 
the construction of boilers ; but it appears that a special contri- 
vance for strengthening furnace flues, while allowing at the same 
time for their expansion and contraction, had been originated 
some years prior to the researches to which reference has been 
made. At a meeting of the Institution of Mechanical Engineers 
held in 1876 Mr. Adamson stated that he had first employed a 
* flanged seam,* as it is termed, for the strengthening of furnace 
tubes as early as the year 1851. The annexed sketch exhibits three 
forms of joint as applicable to tubes subjected 
to external pressure. The first, marked a, 
consists of a ring of T-iron riveted as shown. 

It is abundantly strong and is in a form 
which has been adopted for centuries past 
in strengthening guns. The weakness of a 
tube to resist a bursting pressure on a lon- 
gitudinal section has been already demon- 
strated, and a common method of strengthen- 
ing it has been to apply parallel rings 
at intervals along its length. In this way 
steam cylinders of great length, which are 
subjected alternately to a bursting and com- 
pressing pressure, have been strengthened. 

Everyone is aware of the accession of 
strength caused by the flange of a pipe. 

Since action and reaction are equal and opposite, we might have 
anticipated that a form of tube constructed so as to withstand a. 





Fig. 105. 
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bursting pressure from within, would also be the form best adapted 
for resisting a collapsing pressure from without The difficulty 
of calculation in the latter case arises from the liability to defor- 
mation, which is soon set up, after which theory is of little use in 
enabling us to predict a result 

But although the joint a has ample strength it is deficient in 
another quality which is of importance, viz., it does not permit 
any alteration of length. The whole furnace tube is rigid, and 
expands or contracts as one piece. 

Whereas, in the joint marked b the expansion or contraction of 
each length of the tube is provided for by the arched or corrugated 
piece, and here there is increased strength combined with power 
of expanding or contracting freely. 

In the joint marked c, which is known as ‘ Adamson's flanged 
joint,' there is the strength of the T-iron directly combined with the 
curved end, which allows of unimpeded expansion or contraction. 
The arrangement is most convenient and effective, and is particu- 
larly valuable as giving a seam where the rivets are protected from 
the furnace gases, and are, in fact, immersed in water, one conse- 
quence of the construction being that the joint will bear intense 
heat much better than any other where the rivets are exposed. 

FITTINGS FOR A BOILER. 

136. Those fittings which require frequent access are arranged 
so as to be within reach of the attendant when standing in front of 
the boiler. They will be enumerated in the order in which they 
would probably attract attention, and some are to be seen in the 
sketch annexed. 

I. The pipe for supplying the feed-water is a vertical pipe 
C D, which branches off into the boiler on one side above the 
level of the furnace crowns, and is carried along for (say) 12 feet 
in a horizontal direction, the last 4 feet of its length being per- 
forated. The importance of introducing the feed- water in such a 
manner as to avoid local contraction should now be pointed out 

Suppose that a supply of feed-water, not previously heated, 
is introduced at the bottom of a boiler. The water enters after 
the whole structure has been heated, and has therefore become 
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larger throughout. The effect of the colder water is to cause 
contraction of the under surface, but the rest of the boiler is 
unwilling to yield, and a straining action is set up which tries 
all the joints. Whether the upper portion is unduly heated at 
first, in anticipation of the general enlargement which finally 
takes place, or whether after the whole structure has been heated 
the lower portion becomes cooled, the effect is equally bad — 
one part of the boiler is pulling against the other, and the joints 
are strained. Hence the better plan appears to be to carry the 
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feed* water for some distance along the interior of the boiler, and' 
then to disperse it, so as to moderate as far as possible any in- 
equality of temperature. 

On the opposite side of the boiler there is a vertical pipe b e, 
intended for removing the scum which may have collected in a 
sediment-catching trough, inside the boiler, with which it com- 
municates. 

At the bottom there is a blow-out cock, marked h, for clearing 
out the water when necessary. 
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2. TTie furnace mouth-pieces are fitted with fire-doors, which 
•le provided with some arrangement for admitting a variable 
supply of air. For example, there may be a ventilating grid, as it is 
termed, on the outside and a perforated box-plate on the inside, the 
aggregate area of the air-passages being about 3 sq. inches for 
each sq. foot of firegrate. 

The standard length for the firegrate is 6 feet, with bars about 
f inch thick and f inch apart. The bearers are wrought-iron 
bars, supported on brackets. 

3. The Pressure Gauge . — form of gauge very commonly met 
with has been in use for more than twenty years, and was invented 
by M. Bourdon, a French engineer. The circumstances attending 
the application of a new principle in the measurement of fluid 
pressure show the advantage of reasoning closely upon observed 
facts. When a discovery is made everyone says how simple it is, 
and wonders that it was never thought of before. In the present 
instance M. Bourdon was engaged in repairing the worm-pipe 
of a still which had become flattened, and he endeavoured to 
restore its original form by forcing water with a powerful pump 
into the interior of the tube. In doing so it was observed that 
the flattened tube tended to uncoil itself, and further experiments 
showed that the action of uncoiling might be applied in the con- 
struction of a pressure gauge. 

The sketch (fig. 108) is taken from a model belonging to the 
School of Mines, and serves to exhibit the action of the gauge as 
well as to test its accuracy as a measuring instrument. The gauge 
consists of a flattened tube ee^ connected at one end with a pipe 
containing fluid under pressure. The other end of the tube is 
closed, and is attached to a link connected with a segmental rack 
which is in gear with a pinion / and thereby moves an index- 
finger over a scale. The index-finger and the graduations are 
shown separately in a reverse view of the circular case which con- 
tains the tube. At d is an opening into which one end of a force- 
pump is screwed tightly, so as to fill the tube with compressed air. 
At H and a are stopcocks, the convenience of which is obvious ; 
and it will be seen that beyond a there is a vertical piece of gas- 
tubing, which supports an ordinary mercurial siphon gauge. At 
B there is a cap or nut, which can be unscrewed, so as to admit air. 
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or to give access to the shorter leg of the gauge when required. 
Upon opening the stopcocks at a and h and forcing in air by the 
pump at D, it will be found that the circular tube straightens itself 
a little and pulls the end of the segmental arc sufficiently to turn 
the pinion / and to rotate the index-finger. When the mercury 
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sinks through i inch in either leg of the siphon it rises also to the 
same amount in the other leg, and the difference of level is, 
therefore, 2 inches, which roughly corresponds to i lb. in pres- 
sure. The graduations of inches on the vertical scale correspond, 
therefore, to pounds in pressure as read off on the circular dial- 
plate ; and it will be found that the index-finger travels round the 
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dial in accordance with the rise of mercury in the leg of the siphon. 
It remains to examine the reason for the straightening of the 
tube under pressure. One way of looking at the question is 
based on a theorem in geometry by which it is proved that if a 
flexible but iiiextensible surface be deformed in any way, and if 
/ be a point in the surface, and apby cpdht the principal sections 
of the surface made by planes at right angles to each other and 
passing through the line perpendicular to the surface at the point 
the product of the curvatures of the two sections ahycd will be a 
constant quantity. The word ‘ curvature ’ is a technical term, and 
its meaning will be understood when we say that the curvature of 
a circle is inversely proportional to its radius ; also the principal 
sections referred to are the sections of greatest and least curvature 
at the point. 

The form of the tube ^ ^ is given in cross-section by the curve 
c p dy and the line ap b may be taken to represent the curving of 
e e in the direction of its length. If the 
product of the curvatures — ^viz., those in 
a b and c d respectively — be constant, 
it will follow that when one increases 
the other must decrease, and con- 
versely. That is to say, if the tube 
e e becomes more curved in the direc- 
tion cp dy\\. will become less curved 
in the direction apb. But the effect 
of air under pressure is to bulge cp d outwards, and to make it 
more convex, or to give it a larger curvature, and the direct result 
is that the tube e e straightens and its end moves outwards. 

It is easy to show that such an action will certainly occur, fot 
if we bend a vulcanised indiarubber tube it will become more 
and more flat, and will finally straighten in the direction across 
that in which it is being bent. 

The gauge as constructed is subject to the objection that water 
will collect in the lower end of the tube, thereby rendering the 
metal liable to corrosion, and in order to obviate this result a 
semicircular tube is sometimes employed, from which any water 
formed by condensed steam will drain out. But a shorter tube 
limits the sensitiveness of the instrument and makes it necessary 
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that tlie movement should be magnified in a greater degree. As 
to the material, that is commonly thin brass, but sometimes the 
tube is made of steel. 

Another form of gauge which has been extensively used is the 
* Smith gauge,* where a small diaphragm of indiarubber is confined 
by a flange at the top of a tube, and is acted upon directly by the 
steam on one side. The yielding of the diaphragm is restrained by a 
volute spring of steel, wound round and round in a close flat spiral 
like the spring of a watch, but with its central portion projecting 
a little downwards when at rest, so as to cause the diaphragm to be 
somewhat convex on the steam side when the pressure is cut off. 
At medium pressures the spring becomes quite flat, and at extreme 
pressures it curves inwards. The centre of the spring is attached 
to an upright rod terminating in a straight rack, which actuates a 
pinion and gives motion to the index-finger. 

4. I'he water-gauges^ marked f in the drawing. Of these 
there are two, so that one may act as a check on the other. 

In fig. 107 there is also a sectional elevation of a water 
gauge, in which the outline of the instrument is shown, but no 
attempt is made to indicate the separate metal pieces, which are 
screwed together, so as to permit of the tube being removed and 
packed. All that is shown is a glass tube inserted into the 
supports by removing the cap and packed so as to be steam and 
water tight. There are three stopcocks — ^viz., at a, b, c — which can 
be opened or closed, at pleasure. Ordinarily c is closed, while 
A ^d B remain open; but, if required, any of the passages 
can be blown through by steam or water from the boiler. 

Gauge-cocks answer the same purpose as the glass tube in the 
water gauge. They are three small cocks, placed one above the 
other, and opening directly into the boiler, the middle one being 
on the line of the usual water level 

5. Connecting pipes^ such as the feed-pipe, or main steam-pipe, 
should bje elastic, so as to allow of some movement under changes 
of temperature. Thus a copper elbow-pipe or a wrought-iron 
horseshoe-shaped pipe may be introduced where necessary, and 
will yield by bending, so as to relieve the thrust or pull caused by 
expansion or contraction. So, again, if the main steam-pipe be 
carried across the boilers and bolted direct to the steam junction- 

p 
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valve the joints would be strained by the rising or falling of the 
boilers when heated and cooled. To prevent any injurious action 
from this cause a springing length is introduced between the steam 
stop-valve (which is secured just above the boiler) and the main 
steam-pipe. 

Many boilers have a steam dome, from which the supply of 
steam is drawn, but in others it is omitted, and an internal 
perforated pipe or anti-priming pipe is adopted instead of the 
dome. 


SAFETY-VALVES. 

137. The ordinary safety-valve, held down by a lever and 
weight, was invented by Papin before the date of Newcomen^s 
engine, and the annexed sketch, taken from one of Dr. Anderson’s 
lecture diagrams, shows the manner in which it is customary to 
explain this well-known application of the principle of the lever 



The general construction is apparent from the drawing, the valve 
A B being pressed upon its seat by the action of the weight w hung 
at the end of the arm c d. The fulcrum of the lever is at c, and 
the arm c d is supposed, for simplicity, in the first instance to have 
no weight \ also c m = i, and the points l, e, h, d are at dis- 
tances from c respectively represented by the numbers 3, 4, 5, and 
6, whence it follows that if the valve be lifted through a small 
space the motion of d will be six times that of m, and so for the 
other points, l, e, h, the numbers 3, 4, 5 indicating the relative 
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motions of these respective points as compared with that of the 
valve itself. 

Let the area of the valve be 20 square inches, and let w be 
200 lbs. 

1. Let w be hung at d ; then by the principle of work, 

pressure of steam onABXi=wx6; 

or, pressure of steam per square inch x 20 = 200 x Of 
/. pressure of steam per square inch = 60 lbs. 

2. Let w be hung at h; then 

pressure per square inch x 20 = w x 5 = 200 x 5, 
pressure of steam per square inch = 50 lbs., 
and so for the remaining positions of w. 

Note , — It is necessary to take into account both the weight of 
the lever and that of the valve. As to the former, it is clear that 
the weight of the lever makes a slight increase to w, which can be 
found by trial, remembering that the product of the weight of the 
lever into the distance of its centre of gravity from c is equal to 
the product of c d into the increase of w. And this latter c^n, 
therefore, be found when we know the weight of the lever and the 
position of its centre of gravity. The problem is that occurring 
in the case of an ordinary steelyard. As to the weight of the 
valve, that is merely to be added to tJie load on a b, produced by 
w and the weight of the lever. 

138. The construction of a safety-valve may be varied from its 
original type in two principal ways : — 

I. The lever may be retained, but the weight may be replaced 
by a spring balance. This construction is very commonly to be 
seen in the case of locomotive boilers, and the substitution of a 
spring for a weight is an obvious alteration. 

We may here examine a form of compound safety-valve, which 
is different from the ordinary valve, and which is applied on the 
North-Western Railway. It appears that in 1855 Ramsbot- 
tom obtained a patent (No. 1,299) for an improved mode of load- 
ing safety-valves, wherein * two safety-valves, connected by a cross- 
bar, were placed at such a distance apart as to admit of a spring 
or weight being applied between the two of sufficient power to 
resist the pressure on both valves.' By this arrangement the ordi- 
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naiy spring balance was dispensed with, and the pressure on tho 
valves, when once adjusted, could not be increased. Also the 
crossbar was prolonged at one end, in order to serve as a handle 
for feeling the working condition of the valves. 

Mr. Ramsbottom considers that the range of lift for blowing 
off (owing to the non-intervention of levers between the valve and 
spring by which it is loaded, and regard being had to the dimen- 
sions of the spring itself) U 
here about three times as 
great as in the ordinary lever 
and spring-balance valve. 

The sketch is taken from 
the specification of the patent. 
The valves a and b are shown 
resting on their seats, being 
made with conical recesses to 
receive the points of the 
cross-bar d e. The spring is 
of sufficient power to hold 
down both valves, and the 
point of its attachment to the crossbar at c is below the bearing 
points of the same bar on the respective valves. The tension of’ 
the spring is adjusted by a bridle and set screws at h. 

When the pressure of the steam overcomes the resistance of the 
spring the valves are raised ; and if one, as a, rises more than the 
other, the spring leans towards a a little, by reason that the point 
of attachment of the spring is lower than the point of the lever 
bearing on the valve, and thus b is relieved from a part of its load. 
This arrangement tends, therefore, to secure the simultaneous 
action of both valves. 

2. The lever may be dispensed with, and the valve may be 
loaded by a weight placed directly over it, or may be held down by 
a spring also applied directly, when we have a ‘ dead weight * or 
direct * spring-loaded ' valve. 

The examples hitherto given show the common methods of 
guiding the valve. There is (i) a central pin of some length and 
small diameter, as in fig. no; or (2) there are wings radiating from 
a central axis, as indicated in fig. nz. 
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Where the weight is applied directly to a valve some guide is 
necessary, but there is a form of dead weight safety-valve, largely 
used in stationary engines, where guides are not required ; and in- 
asmuch as they cause friction, and may possibly become jammed 
it is an advantage to dispense with them. 

The contrivance now referred to is known as a ‘Cowbam 
valve,' and the construction is so simple that it will be readily un- 
derstood without a drawing. The valve is spherical, and is placed 
on the top of a vertical pipe, outside which there is a casing loaded 
with annular discs of metal The centre of gravity of the load is 
below the surface of the seating, and the result is that the valve, 
after having been lifted, drops at once into its position, and that 
no wings or central pin are necessary. 

The diameter generally adopted is as much as 4 inches, which 
requires a load of about 8 cwL for blowing off at 75 lbs. pressure. 
The great weight of the load is an element of security, as any 
addition which materially varied the steam pressure could only be 
obtained by putting on a weight the size of which would at once 
attract observation. In practice the weights are annular rings, and 
the shell on which they rest is cast with mouldings around it, near 
the bottom, which present the same appearance, the whole being 
so adjusted that each moulding as well as each annular plate re- 
presents 5 lbs. per square inch in the total pressure of the steam 
within the boiler. 

Where the valve lever is held down by a spring the proportions 
of the lever are commonly arranged so that i lb. tension of the 
spring as graduated is equal to i lb. per square inch in the pressure 
on the valve. 

139. By an ingenious variation in the construction of a safety- 
valve it is possible to arrange that the valve shall blow off, not 
only when the pressure of the steam rises beyond a certain limit, 
but also when the level of the water in the boiler sinks below a 
given point The apparatus is then a combination of two distinct 
parts, each operating independently of the other. Take, for ex- 
ample, the low-water safety-valve by Mr. Hopkinson. This may 
consist of an outer valve 5 inches in diameter, in the form of an 
annulus or ring, which would be held down by a lever and weight, 
and would be precisely the same in its action as an ordinary safety- 
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valve. The central area of the ring is filled up with a circular disc- 
valve (say) 2^ inches in diameter, which is loaded by a dead weight 
hanging inside the boiler. This central valve cannot rise until the 
pressure of the steam overcomes the weight ; and we have, there- 
fore, as far as the description goes at present, an ordinary safety- 
valve, 5 inches in diameter, but made of two parts, separately loaded. 

Inside the boiler, and suspended from the crown thereof, is a 
lever, having a slab of stone at one end, and a weight, sufficient to 
counterbalance the weight of the slab when immersed in water, 
supported at the other end. Under these circumstances the lever 
is balanced so long as the stone slab or float is just immersed. 
The line of direction of the spindle of the smaller valve — viz., that 
2^ inches in diameter — passes near the fulcrum of the lever carrying 
the float and counterpoise, and it is arranged that when the water 
in the boiler sinks below a certain level the depression of the 
stone float raises the opposite arm of the lever sufficiently to lift 
the smaller valve together with the dead weight hanging within the 
boiler, and thereby opens a passage for the escape of steam. Thus 
the valve falfils the double purpose required of it 

140. One practical difficulty connected with the safety-valve 
arises from the deficiency of lift when the steam is blowing off, 
whereby the internal steam pressure may considerably exceed that 
to which the valve is loaded. 

This has been matter of common observation for many years 
past, and various modifications have been proposed in order to 
remedy the defect. For example, in 1856 Mr. Hawthorn made 
some experiments on the Newcastle and Carlisle Railway, where 
two valves were fitted to the same locomotive boiler, viz., (i) a 
common mitre-valve, 4 inches in diameter, and (2) an annular 
safety-valve, as patented by himself in 1854, No. 2,582. The 
heating surface was here 63-52 sq. feet in the firebox, and 681-25 
sq. feet in the tubes, making a total of 74477 sq. feet. Also, each 
vive was loaded so as to lift at a pressure of 58 lbs. per sq. inch, 
as indicated by Smith’s gauge. 

When the annular valve was locked down and the mitre-valve 
was open, the steam pressure rose to 68 lbs. on the gauge, show- 
ing an excess of pressure of 10 lbs. The steam was now blow- 
ing ofl* strongly at 68 lbs., and the annular valve was released, 
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while the mitre-value was locked. The steam pressure immedi- 
ately fell to 60^ lbs., at which it remained without change. Other 
experiments of the same kind gave similar results ; and in particu- 
lar in the case of a goods engine for the East Indian i^ilway, 
having two mitre-valves of 3^ inches in diameter, and loaded to 
105 lbs., the heating surface being 102 sq. feet in the firebox, and 
1035 in the tubes, it was found that the pressure rose to 130 lbs. 

On this subject Mr. Webb has stated, at a recent meeting of 
the Mechanical Engineers, that, with the Ramsbottom S3rstem of 
two valves 3 inches in diameter, he had never found the steam to 
rise in locomotive boilers more than 5 or 6 lbs. above the pressure 
at which the valve was set to blow oiF. 

He has also described an experiment which deserves atten- 
tion, viz., that in the case of a locomotive boiler, when hard fired 
and with a perfectly open outlet pipe for the escape of steam one 
inch in diameter, it was possible to raise the steam pressure to some- 
thing like I o lbs. above the proper pressure, whereas with a pipe 

inches in diameter ‘he could not raise the steam pressure at all.' 

It appears to be considered that two causes are at work to pro- 
duce this excess of internal steam pressure when blowing off, viz., 
(i) the increased resistance of the spring as due to the lift of the 
valve, and (2) some unexplained action of the escaping steam in 
relieving the pressure on the under surface of the valve. 

Mr. Naylor has accordingly patented (a.d. 1863, No. 1,830) an 
improved valve, wherein a bent lever of the first order is interposed 
between the valve and the spring, it being arranged that the 
leverage on the side of the spring shall become less as the valve 
rises, whereby the defect caused by the spring is got rid of, and 
where it may easily happen that the pressure of the spring on the 
valve when fully open is rather less than when it rests upon its seat. 

ON THE BURNING OF FUEL IN THE FURNACE OF A BOILER. 

1 41. It being agreed that heat is the agent which does work in 
an engine, and that steam, air, or vapour are but the instruments 
for transmitting the motion of heat to the machinery, our object 
will be to store up in an elastic working substance the heat de- 
rived from fuel, and to guard against loss as far as possible. 
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As a general rule chemicai combination is accompanied by the 
evolution or production of heat, and chemical decomposition by the 
disappearance of heat equal in amount to that produced during 
the previous combination of the elements which are undergoing 
separation. 

Combustion^ or burning, is the name given to rapid chemical 
combination attended with the evolution of intense heat 

It is necessary to bear these facts in mind in estimating the 
heating effect of fuel. Thus, where hydrogen and oxygen exist in 
coal in the proportion necessary for forming water (viz., one of 
hydrogen to eight of oxygen by weight), it is usual to assume that 
they do not influence the heat of combustion. The hydrogen is 
taken to have been already burnt in oxygen. In coal there may 
be 5 per cent, of hydrogen and 4 per cent, of oxygen ; this would 
leave 4^ per cent of hydrogen available for heating purposes. 

There appear to be exceptions to the above rule, and Dr. 
Percy gives the results of an experiment where two coals closely 
agreeing in ultimate composition have been found to differ by 5 
per cent in calorific power. 

The composition of various kinds of coal is given by Dr. 
Percy, in his work on fuel, and it is well known that the differences 
in the constituent parts of coal are very great, and give rise to quali- 
ties of various kinds which influence the selection to be made for 
heating purposes. Taking examples of an analysis of coal, we find — 


Locality of Coal 

Carb. 

Hyd. 

Ox. and 
Nit. 

Sulph. 

Ash 

Water 

Lancashire .... 

75*90 

S ->4 

lO'II 

*93 

2*02 

5*90 

Noithumberland . . • 

81-41 

5-83 

9-95 

*74 

2*07 

**35 

Derbyshire .... 

83*18 

476 

679 

1-42 

1-70 

2-15 

Anthracite, South Wales 

90*39 

1 3’28 

3 - 8 i 

•91 

i-6i 

2-0 


The heat given out in the burning of hydyogen and carbon is 
estimated as follows : — 

Units of hent. 

I lb. hydrogen consumes about 36 lbs. air, and gives out . 62,032 
„ carbon, burnt to CO, „ 6 lbs. „ „ . 4,45a 

„ carbon, burnt to CO2 12 lbs. „ „ . 14,545 
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According to Dr. Percy the calorific power of a substance in 
the number of units of heat produced by the combustion of a 
unit of weight of the substance ; and if the unit of heat be defined 
according to the Centigrade scale, 

Calorific power of hydrogen is 34,462 

„ „ carbon „ 2,473 when burnt to . CO. 

„ „ carbon „ 8,080, „ . CO^ 

Also I lb. of hydrogen evaporates 64*2 lbs. of water at 212® F. 

„ carbon burnt to CO „ 4*6 „ „ 

„ carbon burnt to CO2 „ 15 „ » 

It does not appear that the absolute heat of combustion can 
be increased, but it is easy to pile up the waves of heat in an 
enclosed space, and thereby to increase wonderfully the apparent 
power of the combustion. 

Upon this point we may refer to a lecture experiment by 
Faraday, who showed that it was possible to melt platinum in the 
flame of a common candle. As to the properties of platinum Dr. 
W. A. Miller states ‘ that platinum resists the highest heat of the 
forge, and can only be fused by the voltaic battery or by the oxy- 
hydrogen blowpipe.' Any attempt, therefore, to melt it by an open 
flame would appear to be hopeless. But Faraday's proposition 
was that the heat of burning hydrogen is the same wherever it 
is produced, and he operated with a platinum wire attenuated to 
a degree quite beyond the reach of ordinary manipulation, when it 
was found that the end of the wire was actually melted and ran into 
a little solid bead, which could be seen when magnified. 

The furnace may be looked upon as a large chemical apparatus 
in which coal and air are to be mbced together in the proportion best 
adapted for burning the fuel without waste. In performing this 
operation an engineer falls very far behind a scientific chemist 
when operating on a small scale in his laboratory. Thus a chemist, 
in burning one pound of ordinary coal in a carefully protected 
chamber, would cause the heat from the fuel to evaporate (say) 
14 lbs. of water, whereas the evaporation per pound of ccal in a 
steam boiler seldom exceeds 10 lbs. or lo^ lbs. of water, a common 
performance being the evaporation of from 6 lbs. tc 8 lbs. of \vater. 
Looking at the question as one of admixture of fuel and air, tiie 
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rough nunibers usually quoted on the authority of Rankine are 
the following : — 

For the actual burning of ordinary coal in a furnace 12 lbs. of 
air are required in order to combine with the constituents of 
each I lb. of coal. 

But . the gaseous products of combustion must be largely 
diluted, otherwise the air would not get at the fuel, and for this 
dilution as much air again is required, making a supply of 24 lbs. 
of air to each i lb. of fuel. 

Note , — 13 cubic feet of air, at 60® F. and under a pressure of 30 
inches of mercury, weigh about i lb. Therefore 312 cubic feet 
of air are required for each i lb. of fuel, which comes to nearly 
700,000 cubic feet of air for the effective burning of one ton of 
coal. 

That gas and hydrocarbon vapour proceeding from coal re- 
quire a good supply of air for burning was frequently shown by 
Faraday in a lecture experiment, and his illustration goes to the 
substance of the whole matter. The device was to soak a little 
cotton-wool in any hydrocarbon liquid and set it on fire in a jar 
of oxygen gas. In such a case the hydrogen devours the oxygen 
and the flame lights up with dazzling brilliancy, but very soon the 
supply of oxygen fails, the light becomes less, when all at once, 
for no apparent reason, the burning wool throws out a dense 
mass of Mack flakes which fill the jar in a thick cloud. The 
quantity of soot ejected would surprise anyone but a chemist, as 
few would be aware that the unbumt liquid was capable of 
throwing out such a supply of carbon. It is needless to say that 
the effect here produced in the jar of oxygen is the same as that 
occurring in the chimney of a steam boiler when the supply of air 
is defective, the result being that so frequently seen, viz., the pour- 
ing out of dense black smoke into the atmosphere. 

The loss of heat from unburnt gases may also take place with- 
out being made evident by the issuing of smoke. Thus carbonic 
oxide (CO) may pass away instead of carbonic acid (CO2). 

142. There have been a great number of inventions relating to 
the prevention of smoke in steam boilers, which cannot be dis- 
cussed in the space available, and it may suffice to mention that 
Watt invented a ^ dead plate* \ that is, a horizontal or slightly 
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inclined plate at the mouth of a furnace, on which each fresh 
charge of coal is placed, in order to be subjected to a species of 
preliminary distillation, whereby the hydrocarbons are eliminated 
before the residual carbon is pushed forward on the furnace bars 
beyond the plate. This plan, where proper provision is made for 
the supply of air, appears to obviate the production of smoke as 
effectually as any other contrivance. In burning anthracite a dead 
plate is said to be useful for heating the fuel gradually, as other- 
wise it would fly into small pieces, causing waste. 

There is also a class of contrivances where mechanical feed- 
ing takes the place of hand labour, the grate bars being connected 
so as to form an endless chain, or the oscillation of alternate bars 
throwing forward the fuel by a rocking movement. 

Another class of contrivances deals with the supply of air both 
above the fuel, to bum the gas, and below it, to bum the carbon. 
The supply of air through the furnace doors may be regulated by 
self-closing ventilators, like Venetian blinds, and the air itself 
is, by the arrangement of the plates, warmed as it enters the 
furnace. 

Another plan depends on the double furnace with alternate 
firing. It is apparent that in the Lancashire boiler with two 
furnace tubes it is possible to keep one furnace always clear, and 
to bum, by means of the gas proceeding therefrom, the smoke 
proceeding from a fresh supply of coal in the other chamber. 

Sir W. Fairbaim thus comments on this invention; — ‘The 
[irinciple of double furnaces within the same boiler was first intro- 
duced by myself. The two flues enable the stoker to fire alter- 
nately, and to maintain a more uniform generation of steam than 
with a single flue, and the flame, passing from one flue and mingling 
with the gases from the other, assists in their combustion. I be- 
lieve that this simple system of alternate firing, when conjoined 
with the requisites of the economical generation of steam, viz., 
plenty of capacity in the boiler, sufficient admission of air, and, 
what is quite as necessary, careful and attentive stoking, will effect 
the prevention of smoke without any costly apparatus, so far as 
that is possible with any given description of fuel. Again, a 
double fiimace tends to equalise . the supply of air. The two 
furnaces, when fed alternately, will not require a maximum or 
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minimum quantity at the same time ; and as the two currents of 
gaseous products mingle, the surplus air of the one furnace will 
supply the deficiencies of the other/ 

143. The various modes in which fuel is wasted have been 
classified by Rankine somewhat as follows ; — 

1. Fuel is lost by the escape of gases in an unbumt state, or 
by permitting black smoke to be thrown off. Here the supply of 
air is defective, and the physical action is traced to the remarkable 
affinity of hydrogen for oxygen gas, whereby the oxygen is absorbed 
to the exclusion of carbon in the first instance. 

2. There is waste from external radiation and conduction. 

M. Peclet states that the quantity of heat radiated from incan- 
descent charcoal, is -5 of the total heat of combustion, and that 
the heat radiated from coal somewhat exceeds that radiated from 
charcoal. 

The practical conclusion to be drawn from this statement is, 
that the heat radiated from the burning fuel should be carefully 
intercepted in every direction. Hence the economy resulting 
from the use of a Cornish or Lancashire boiler with internal 
furnace tubes. 

As to the furnace door, that is in the form of a double plate, 
with perforations not coinciding, or there are plates set obliquely, 
like Venetian blinds. 

As to the heat radiated into the ash-pit, that is carried back 
again to the fire by the current of entering air. 

In respect of the loss of heat by conduction, that is obviated 
as much as possible by the use of firebrick, and where the furnace 
is outside the boiler the resistance to conduction is increased by 
double layers of brickwork, with enclosed air-spaces between the 
layers. 

3. There is loss of heat by the escape of gases up the chimney 
at a temperature above that which is necessary for maintaining the 
draught. 

A general idea of the value of a chimney in promoting the 
draught of a fire may be gathered from a statement of a law 
which appears to be approximately true, viz., that the velocity of 
air, as due to increased pressure, is that acquired in falling down a 
height equal to the uniform colunm which gives the increased 
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pressure. In making any calculations on this subject it is usual 
to adopt the hypothesis that air is incompressible and behaves as 
a liquid. 

Let the increase of pressure support $ inches of water. We 
know that 29*922 x 13*596 inches of water balance the pressure of 
the atmosphere which would be produced by a stratum of in- 
compressible air 26,214 feet high. Therefore, i inch of water 
will balance 64*4 feet of air. Hence 5 inches of water balance 
322 feet of air; therefore velocity due to increase of pressure 

= a/ 64*4 X 322 

= 64*4 a/ 7 

= 144 feet per second very nearly. 

According to the old rule the area of the chimney should be 
^ that of the fire-grate, and there should be i square foot of 
fire-grate for each horse-power. The consumption of coals per 
horse-power being estimated, Mr. Bourne gives Boulton and Wattes 
rule for proportioning the dimensions of land chimneys, according 
to which a factory chimney 80 feet high would have a sectional 
area of 400 square inches, the consumption of coal being 300 lbs. 
per hour, and the suction of the chimney being that due to a pres- 
sure of a little more than t inch of water. 

Rankine gives formulae for computing the height of a chimney 
in order to produce a given draught, and states that the best 
chimney draught takes place when the absolute temperature of the 
gas in the chimney is to that of the external air as 25 to 12, or 
when the density of the hot gas is one-half that of the external air. 

For example, if the temperature of the external air be 50® F., 
the best temperature of the hot gas in the chimney will, according 
to this rule, be 602® F., which is less than that of melting lead, 
viz., 620° F. Hence the rule, that to insure the best possible 
draught in a chimney the temperature of the hot gas should 
be nearly sufficient to melt lead. 

If the temperature of the furnace itself be estimated at 2,400 F., 
and that of the issuing gases at from 600® F. to 700® F., or even 
higher, as is often the case, we see that 25 per cent, of the heat of 
combustion passes up the chimney and is consumed in producing 
a draught of air through the furnace grate. The loss of heat from 
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the waste gases may be lessened by the use of an * economiser^ 
for heating the feed-water. Thus, in the case of some quadruple 
engines by Mr. Adamson, described in Chapter VIL, the steam is 
supplied by two boilers, each 30 feet long by 7 feet diameter. 
The temperature of the injection- water is set down at 80® F., 
that of the feed-water from the condenser is 114® F., after which 
it passes through an economiser in the flue, consisting of 1 92 
upright pipes each 10 feet long and 4 inches in diameter, where 
the temperature is raised as high as 262® F. ; the temperature 
of steam in the boilers being 344° F. 

Sir W. Fairbaim, in his treatise on ‘ Mills and Millwork,' 
p. 277, describes an economiser introduced by Mr. Green, of 
Wakefield, as consisting of a series of upright tubes forming a 
supplementary boiler placed in the main flues, and states that the 
‘ formation of soot on the pipes was the source of the ill success 
of previous attempts in this direction. ‘This difficulty has been 
overcome by an apparatus of scrapers or cleaners ; ’ and it is found 
* that when the waste gases escape at a temperature of 400® F. or 
500® F. the feed-water can be heated to an average of 225® F., 
the temperature of the gases after leaving the pipes being reduced 
to 250° F. To produce this effect 10 square feet of heating 
surface should be provided for each horse-power.* 

4. Fuel is wasted by brittleness, dust and small pieces dropping 
unbumt through the bars into the ashpit. 

5. The fuel is rendered less effective by the presence of earthy 
compounds, which form clinkers, abstract heat uselessly, and choke 
up the grate. 


THE LOCOMOTIVE BOILER. 

144. In the Museum of the Patent Office there are placed, 
adjoining each other, two historical locomotive engines which 
show the form in which our present system of railway travelling 
was originated. 

The first is the so-called ‘ Puffing Billy,* bearing the following 
label : * This is the oldest locomotive engine in existence, and the 
first which ran with a smooth wheel upon a smooth rail. It was 
constructed, under Mr. Hedley’s patent (a.d. 1813, No. 3,666), 
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far C BiHckelt, Esq., the proprietor of the Wylam Colliery, 
near Newcastle-upon-Tyne. After many trials and alterations it 
commenced regular working in 1813, and was kept in use until 
June 6, 1872, when it was purchased for the Patent Museum,* 

The second is Stephenson’s ‘ Rocket,* being the engine which 
competed for and gained a prize of 500/. offered in 1829 by the 
directors of the Liverpool and Manchester Railway Company for 
the best locomotive engine which should draw three times its own 
weight upon a level road at the rate of ten miles per hour. 

Mr. N. Wood, in his treatise on railroads, speaks of the im- 
provements made upon locomotive engines before 1829, and shows 
their gradual development into the most perfect specimen which 
existed prior to Stephenson’s invention, viz., the engine in use on 
the Killingworth Railway. He states ‘ that the locomotion of these 
engines was effected by the action of the wheels upon the rail, 
without the aid of any extraneous mechanism, and consisted of 
the hold or adhesion of the surface of the wheels against the 
surface of the rail’ 

The boiler of the Killingworth engine was of malleable iron, 
cylindrical, with spherical ends of large radius. It was 9 feet 
long, 4 feet in diameter, with a cylindrical internal tube 2 feet in 
diameter passing through the boiler at a distance of 2 inches from 
the bottom, and terminating in the chimney, the firegrate being 
within the tube. In Mr. Blackett’s engine the tube was carried 
round and brought back to the firegrate end, alongside of which 
was the chimney. 

In applying the steam-engine to the purposes of locomotion 
the steam is of necessity used at a high pressure, and escapes into 
the external air after doing its work in the cylinder. The con- 
sumption of steam is therefore enormous, and the student should 
scrutinise minutely the progress made in solving the problem ol 
generating a sufficient supply of steam within the limited space 
occupied by the boiler and firegrate. 

It is stated that the heating surface in the old Killingworth 
boiler was 29*75 sq. feet, and that the engine evaporated 16 cubic 
feet of water in an hour, the average speed of the train being six 
miles per hour, and the weight of the load 50 tons. 

The engines attached to the early locomotive were very rough 
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in construction. There were two steam cylinders, placed vertically 
and usually partly within the boiler. The pistons worked cranks 
respectively at right angles, and the engine ran upon four smooth 
wheels, with flanges on the inside, the naves and spokes being 
made of cast iron. In the Killingworth engine the wheels were 
4 feet in diameter, and were coupled together, the boiler resting 
on a square frame of wood supported by springs, two on each side. 
It would be interesting to show the exact mode in which the 
power was communicated from the engine to the driving wheels in 
each early type of engine, but an explanation could not be given 
clearly without drawings (for which there is not space), and for in- 
formation on this point we must refer to other technical treatises. 

Although at the present day we may regard almost with a 
smile the early engravings of a line of railway with the stone 
sleepers, the fish-bellied rails, and the imperfect methods of con- 
necting the different lengths, so as to make a continuous road, yet 
the whole invention is pretty clearly to be seen as far as the railway 
is concerned, and but little improvement is required in order to 
bring it up to modem ideas. As regards the boiler and engine 
the case is different, for the interval bridged over between the 
Killingworth engine and the Rocket was very great, and there was 
apparently nothing to lead from the one to the other. 

It is dangerous to enter too closely upon the claims of in- 
ventors, and, according to a French writer, the tubular boiler was 
originated by M. Seguin, of the Lyons Railway, who patented his 
invention in France in 1828, and altered two boilers sent over by 
Stephenson in 1829. Also the height of the chimney being in- 
competent to maintain the draught through the tube, a circular 
fan was added, but this was found less effective than M. Pelletan's 
plan of discharging the waste steam into the chimney. The 
writer goes on to remark that the problem was thus fully solved, 

* and, as usual, England appropriated the invention of the two 
French engineers.' 

As to the steam-jet, that-had been directed into the chimney 
of a Killingworth engine by Stephenson in 1825 ; but the chimney 
was large, and Mr. Wood considered that although it promoted 
evaporation it -wasted fuel 

It has been mentioned that a prize was offered in 1829 for the 
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best locomotive engine. The trial was to take place on a mile 
course, with mile extra at each end for starting and stopping. 
Twenty double trips were to be made. 

Three engines were entered : — 

1. The Rocket, by R. Stephenson, of Newcastle. 

2. The Sanspareil, by T. Hackworth, of Shildoa 

3. The Novelty, by Braithwaite and Ericsson, of London. 

The Rocket had a cylindrical boiler, with flat ends, 6 feet long, 

and 3 feet 4 inches in diameter. The fire-box in the rear of the 
engine was 2 feet long, 3 feet broad, and 3 feet deep, inside 
measure, and was surrounded by a 3-inch water space. The flue 
consisted of 25 tubes, 3 inches in diameter, whidi are stated to 
have been adopted at the suggestion of Mr. Booth. The cylinders 
were two in number, placed obliquely next the fire-box, and work- 
ing the fore wheels j they were 8 inches in diameter and 16^ 
inches stroke. The driving wheels were 4 feet 8 inches in dia- 
meter. It was originally intended that the exhaust should be 
directed into the open air, but the night before the trial an alter- 
ation was made, and the waste steam pipe was directed into the 
funnel. The fire-box surface was 20 feet, and the tube surface 
1 1 7*8 feet. The engine, with its tender, weighed 7^ tons. For 
the above statements Mr. D. K. Clark is our authority. 

The Sanspareil had a cylindrical boiler, 6 feet long and 4 feet 
2 inches in diameter. Within the boiler was a horseshoe flue, 
containing the firegrate. The cylinders were vertical, and the 
wheels were coupled. 

The Novelty had an internal flue traversing the boiler three 
times, and the fire was urged by a bellows. 

At the trial the Rocket was victorious, being the only engine 
that ran the stipulated 70 miles. The average speed was 13*8 
miles per hour, the greatest speed being 29 miles per hour. Coke 
consumed, *91 lb. per ton of load. 

The Sanspareil ran at an average of 14 miles per hour, the 
greatest speed being 22^ miles. Coke consumed, 2*41 lbs. per 
ton of load. 

The Novelty broke down. 

After the trial the orifice of the exhaust tube of the Rocket 
was contracted, to sharpen the blast and promote the generation of 

Q 
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steam. The amount of water evaporated was then 29*6 cubic 
feet per hour. The number of tubes was soon increased, till it 
reached, say 170, instead of 25, the amount of heating surface 
being raised so that the comparative numbers became roughly ; — 
Killingworth engine, heating surface, 30 square feet 
Rocket engine, „ „ 118 „ 

Narrow gauge engine, „ „ 1,000 „ 

The amount of water evaporated rising to some 100 cubic feet per 
hour. 

The annexed drawing is copied from a lecture diagram, and 
may serve to give a general idea of the locomotive boiler as it was 
constructed some years after Stephenson^s invention. The fire-box 
is at one end, marked a f, the firebars being at f. This box, for 



holding the fuel, is generally made of copper, on account of llie 
superior conducting power of that metal for heat Dr. Tyndall 
describes a good lecture experiment for showing that copper is a 
better conductor of heat than iron. A thermo-electric pile, con- 
nected with a galvanometer, is laid on a table with its face up- 
wards, and upon it is placed a cylinder of copper, 2 inches long, 
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with flat ends, and just large enough to cover the whole face of 
the pile. A small block of iron, taken from a vessel of boiling 
water, is placed on the copper, and as soon as the heat has travelled 
through the metal and reaches the pile the needle of the galva- 
nometer swings round to its stops. 

The cylinder of copper is then replaced by another of iron, 
of exactly the same dimensions, and the experiment is repeated 
with an iron cylinder in the place of that of copper. It is found 
that a much longer interval of time, perhaps five or six times as 
great, elapses before the needle moves ; and such a result might 
have been anticipated from an inspection of a table of conductivi- 
ties of the metal, from which it appears that the conducting power 
of copper is to that of iron as 74 to 12. The rate at which heat 
travels through the metal depends, however, upon its specific heat 
as well as its conducting power, and therefore an illustration of 
this kind only affords a general confirmation of a physical fact, 
and is not in itself sufficient, although it may leave no doubt as 
to the superior conducting power of copper when compared with 
iron. 

The fire-box of a locomotive boiler is surrounded with a casing 
of wrought iron, united to it by a number of copper bolts or stays, 
and leaving an interval for a water space, which serves the double 
purpose of keeping a quantity of water in immediate contact 
with the copper sides of the box and of supplying a ready and 
efficient mode of securing those sides from any injury due to the 
effect of steam pressure. 

To the fire-box, and arching over the top of it, is attached the 
cylindrical barrel of the boiler, containing a large number of tubes 
leading directly from the furnace to the smoke-box B h. The 
number of such tubes has increased from 25 in the Rocket to 
182 in the present example, each tube being about 10 feet long, 2 
inches in diameter, and 2f inches from centre to centre. It may 
be estimated roughly that the heating surface of the fire-box and 
tubes amounts to 1,100 square feet. 

The supply of steam is admitted to the engine by moving the 
handle h, which opens a valve, as it is termed, situated in 

the steam-dome d, and allows a supply of steam to pass down the 
pipe marked s and so into the cylinders. After the steam has done 

Qa 
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its work it is dischaiged by the pipe b, which is placed directly 
under the centre of the chimney, and drives out the air before it 
so as to increase prodigiously the draught through the tubes. 

145. In order to heighten the effect thus produced by the 
action of the waste steam, upon which the success of the loco- 
motive boiler mainly depends, the blast pipe is contracted some- 
what at the orifice, so as to spread the jet of issuing steam and 
make it act as if it were a solid piston driving the air before it 
through the chimney. On comparing the action of this steam- 
pump with tliat of the lofty chimney of a stationary boiler the result 
is certainly remarkable. Applying a siphon water gauge to test 
the performance of a chimney on a prodigious scale, as in the gas- 
works at Edinburgh, where the stack is 340 feet high, 20 feet inside 
diameter at the bottom, and ii^ feet inside diameter at the top, 
and where the gases from 68 furnaces heating retorts are being 
collected and passed into the atmosphere, it is recorded that the 
vacuum on a calm day was about 2 J inches, whereas in windy 
weather it rose to 3-^ inches, and amounted under high winds to 
as much as 6 or 7 inches. The increase here noticed was clearly 
due to the influence of a cross-draught at the top of the chimney. 

Taking the greatest pressure of the wind in England at 32^ lbs. 
per square foot, and that of atmosphere as 2116*4 lbs. per square 
foot, or 65 times as great, we infer that the pressure of the 
strongest gale would raise water in the leg of a siphon gauge 
through feet, or 6 inches, and these numbers will give some 
insight into the pressure of the wind as compared with the arti- 
ficial draught of a chimney. At any rate they assist us in esti- 
mating what takes place under the blast of the locomotive, when 
we are told, as by Mr. D. K. Clark, that in a locomotive engine 
where the boiler had 148 tubes, with a blast orifice 3I inches in 
diameter, the vacuum in the smoke-box at a speed of 16 miles per 
hour was i| inches, as shown by a siphon gauge, whereas at 20 
miles per hour it improved to 2 J inches, and at 30 miles per hour 
to 4J inches ; the recorded vacuum in another engine running at 
40 miles per hour being 6^ inches, or about equal to that, under 
exceptional circumstances, with a chimney 340 feet high. Mr. 
Clark analyses, in a very useful dissertation, the various condi- 
tions wliich modify or vaiy the exhausting power of the blast, from 
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which it appears that every part of the locomotive boiler has been 
subjected to careful experiment, in order that the best result may 
be obtained. 

Some idea of the dimensions of the various parts should be 
given ; and, taking the case of a passenger engine by R. Stephenson 
and Co. for the South-Eastern Railway, as described by Mr. Clark 
in i860, we find that tlie fire-box is 4 feet long, 3^ feet wide, and 
5 J feet deep, surrounded by a water space 2^ inches across. In an 
ordinary furnace of a stationary boiler the layer of fuel is some 4 
inches deep, whereas here it might be as much as feet deep, or 
even more, and the different conditions for burning the fuel are 
apparent at once from this statement. 

For a modem example we refer to an express engine on the 
London and North-Western Railway, where the cylinders are 
inside, between the frames — in the smoke-box, in fact — and have 
a diameter of 1 7 inches, with a stroke of 24 inches. The area of 
the fire-grate is 15 square feet, the heating surface of the fire-box 
being 89 square feet, and that of the tubes 1,013 square feet The 
boiler is fed by two injectors placed vertically behind the fire-box. 
The distribution of weight on the wheels is stated to be 9 tons 
9 cwt. on the leading axle, 1 1 tons on the driving axle, and 8 tons 
15 cwt on the trailing axle. The total wheel base is 15 feet 8 in. 
The engine can draw a load of 293 tons on a level at a speed of 
45 miles per hour with a working pressure of 120 lbs. per square 
inch. There are four driving wheels, each 6 ft 7 J in. in diameter, 
coupled together by outside rods, the leading wheels being 3 ft 
7^ inches in diameter. The consumption of coal per mile is 26*3 
lbs. with trains averaging ten carriages. 

Also for burning coal instt id of coke there is a brick arch over 
the fire-box extending from the front backwards through half its 
length. Under this arch are two circular 7-inch holes covered 
by doors which are worked from the foot plate and regulate the 
supply of air. 

146. There is not space to discuss fully the question of the 
strength of the various parts of the locomotive boiler. It is obvious 
tliat the rules as to the strength of the cylindrical barrel calculated 
for the Lancashire boiler apply equally here, and in regard to the 
fire-box we have only to point out that where one flat side is in 
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juxtaposition with an outside flat casing, and connected with it by 
stays, there is abundance of strength, as due to the stays — two 
flat surfaces held together by a number of intermediate stays, and 
subjected to equal pressures in opposite directions, being a con- 
struction which presents no difficulties. But the same cannot be 
said of the flat crown or roof of the fire-box, above which, at a little 
distance, is the arched top of the cylindrical barrel A method 
adopted on the Great Northern express engines is to connect the 
roof of tlie fire-box to the external shell by wrought iron radiating, 
stays, each | inch in diameter, screwed into the copper pJates and 
into the iron casing. Another method is that indicated in fig. 112, 
where a series of ribs or girder beams are fitted to the bends of 
the front and back plates of the firebox, and to them the flat roof 
is bolted. The ribs are further linked to the crown, so as to take 
part of the downward strain on the lateral fixings of the fire-box. 

THE MARINE BOILER. 

147. We pass on to the marine boiler of the old-fashioned 
type, which originally was provided with flues, but now has tubes, 
and which possesses an advantage at one 
time seriously referred to, viz., that it can 
be adapted to the shape of the boat (see 
page 94). The general construction will 
be apparent from the sketch without any 
particular description. The furnace is 
enclosed entirely within the shell, and 
the hot gases pass through a series of 
horizontal tubes, which are larger in 
diameter than those in a locomotive 
boiler (say from 3 to 4 inches in diame- 
ter). After passing through the tubes the 
gases enter a smoke-box corresponding to 
that previously described and rise by the 
uptake into the funnel 

As the sketch shows only a section of 
a boiler which is really in the form of a 
box, a very little alteration would make it serve to represent a 
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marine boiler for generating steam under a high-pressure. Such a 
boiler may consist of a cylinder some lo feet long and 12 feet in 
diameter, the section of which is very similar to that shown, the 
ends being flat, and a series of tubes running horizontally through ^ 
the water space above the fire. It is unfortunate that the limits of 
this book do not permit of a more extended reference to this 
branch of engineering construction. 

PROPORTION OF FIRE-GRATE TO HEATING SURFACE. 

148. Before concluding the chapter something should be said 
as to the relation between the area of the fire-grate and the amount 
of heating surface in the boiler itself. This is a practical question 
which hab been settled to some extent by experience, and the 
result can only be stated on authority. 

In the Lancashire boiler, 27 feet long, with two internal flues, 
the fire-grate has an area of about 33 sq. feet, and the heating 
surface in the shell, furnace tubes, and water pipes amounts in all 
to about 850 sq. feet ; whence the proportion of fire-grate to heat- 
ing surface is about 

I to 26. 

Sir W. Fairbaim states (‘ Mills and Millwork,^ p. 267) that he has 
usually adopted the proportion of i to 17 ; that the allowance in 
Cornish boilers is about i to 25, whereas it has been a practice in 
stationary boilers to adopt the ratio of i to 10 or 15. 

In the North-Western express engine above referred to the fire- 
grate area is 15 sq. feet, and the heating surface is 1,102 sq. feet, 
making the ratio of fire-grate to heating surface as i to 73, while in 
a goods engine for an Indian railway the heating surface is i, 327*3 
sq. feet, and the area of the fire-grate is 25*5 sq. feet, making the 
ratio I to 52. In a marine boiler generating steam at 80 lbs. pres- 
sure the heating surface may be 3,100 sq. feet, and the area of 
the fire-grate 117 sq. feet, making the above proportion about 
I to 26. 





CHAPTER VIL 

COMPOUND CYLINDER ENGINES. 

149. It has been stated that an engine with two steam cylinders, 
one exhausting into the other, was invented by Homblower, in the 
form of a single-acting engine, and that it was converted by Woolf 
into a double-acting engine. 

In 1804 Woolf took out a patent (No. 2,772) for ‘certain 
improvements in the construction of steam-engines,' in which he 
proposed to employ two steam cylinders of different dimensions, 
each furnished with a piston, the smaller cylinder having a com- 
munication at the top and bottom with the boiler, but communi- 
cating also with the two ends of the larger cylinder in suchwise 

that the steam should cause both 
pistons to rise and fall together. 

The specification describes 
the admission of steam at a pres- 
sure of 40 lbs. on the square inch 
® into the smaller cylinder, so as 
to drive the piston down at the 
time that steam from below 
the same piston is expanding 
into the larger cylinder, and 
pressing its piston also in the 
same direction. 

The working of such an 
engine will be understood from 
the sketch (taken from a lecture 
diagram), where the valves are 
small pistons moving in cylindrical passages. Steam is entering 
at s, and passes at once to the upper end of the cylinder a, while 
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tlie steam below the piston in a is escaping by an open passage 
to the upper part of the large cylinder b. At the satne time the 
steam below the piston in b is escaping into the pipe h, which 
leads to the condenser. Thus both pistons descend together. 

On depressing each valve rod the passages are reversed. 
Steam from s enters the lower part of a, while steam from the 
upper portion of a passes down into the lower part of b. A’ so 
the upper end of b is freely in communication with e, which is 
also a passage leading to the condenser. 

Hence the two pistons are similarly actuated by the joint 
pressure of the steam in each cylinder. Woolf was here adopting 
Hornblower’s engine to a new purpose, and his specification is 
principally remarkable for a palpable error made in the statement 
of advantages to be derived from the use of high-pressure steam. 
Woolf says : — ‘ I have ascertained by actual experiments, and have 
applied the same to practice, that steam acting with a pressure of 
4 lbs. the sq. inch against the safety valve exposed to the atmo- 
sphere is capable of expanding itself to four times the volume it 
then occupies, and still be equal to the pressure of the atmosphere.' 
And the like for steam of 20 lbs., 30 lbs., 40 lbs. the sq. inch on 
the safety valve when expanding to twenty, thirty, forty times its 
original volume, the resulting pressure would ‘be that of the 
atmosphere.' Thus steam of 20+15 lbs. actual pressure would 
expand twenty times in reducing its pressure to 15 lbs. 

Although Woolf wandered thus hopelessly in his theories he 
was a thoroughly practical mechanic, and performed most admi- 
rable work in the construction of high-pressure engines, and in 
advocating tubular boilers for the generation of high-pressure 
steam. 


ENGINES OF SIMS AND M^NAUGHT. 

150. In 1841 a patent (No. 8,942) was taken out by J. Sims 
for a compound cylinder engine, the improvement consisting ‘ in 
constructing a steam cylinder divided into two parts of different 
areas, and with two pistons attached to one rod, whereof one fitted 
the upper and the other the lower part of the said cylinder.* 

A constant vacuum was maintained in the space b b between 
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the two pistons by the open pipe t leading into the condenser, 

and a pipe h, provided with an 
equilibrium valve e, formed a com- 
munication between a and c. The 
specification described the area of 
p as being one-fourth that of R, 
and steam from the boiler was 
admitted into a, through the 
valve s, during a portion (say one- 
third) of the down stroke, and the 
space c was opened to the exhaust, 
whereby p descended, as in any 
ordinary engine. On the return 
stroke e was opened, when the 

pressures in the spaces a and c 

EXHAUST became equal ; and since the area 
“ 5 * of p was much less than that of R, 

che pressure in c would preponderate and p would be carried up- 
wards. The arrangement of the valves bore a close resemblance 
to that in a single-acting engine, and the peculiarity consisted in 
the preservation of a constant vacuum between the pistons. As 
far as expansion was concerned, a portion of the down stroke and 
the whole of the up stroke was performed after the cut-off had 
taken place. 

15 1. In 1845 McNaught patented (No. 11,001) anew form 
of engine, wherein a high-pressure cylinder was incorporated in an 
ordinary condensing engine of the overhead beam construction. 
This process, whereby many old and wasteful condensing engines 
were converted into useful comppund cylinder engines, was called 
McNaughting an engine. The patentee described the improve- 
ment to consist in the application of a non-condensing cylinder to 
the kind or description of condensing or low-pressure beam engines 
commonly used, and attaching the high-pressure cylinder to the 
working beam at the end opposite to that with which the low 
pressure cylinder is connected, whereby the steam, after being 
used in the usual way in the non-condensing cylinder, passed into 
the nozzle of the condensing cylinder, and was there used for 
impelling its piston, after which it escaped into the condenser. 





Compound Cylinder Engine. 23 $ 

The specification contains a drawing of the compound engine, and 
describes a method of deriving the valve motion of each cylinder 
from one and the same eccentric. 

DOUBLE CYLINDER PUMPING ENGINES. 

152. An example of double cylinder engines which has been 
regarded with much interest is to be found in the pumping engines 
erected by Messrs. Simpson at the Lambeth waterworks, where 
four engines of 150 H.P. each are fixed side by side, arranged 
in two pairs, each pair working into one shaft, with cranks at right 
angles, and a flywheel between them. The stroke of the crank is 
equal to that of the large cylinder, but the small cylinder, which 
receives steam direct from the boiler, has a shorter stroke, and its 
effective capacity is nearly one-fourth that of the large cylinder. 
The pumps are of the combined plunger and bucket construc- 
tion, that is to say, they are double-acting and have only two 
valves. They are connected with the beam near its end. One 
peculiarity of these engines consists in the use of a crank and 
fly-wheel for controlling the motion of the piston. The work 
to be done was that of forcing water along a cast-iron main, 
9 miles long and 30 inches in diameter. As stated by Mr. Pole, 
in his account of the matter, ‘ the great mass of water in motion 
along the main, combined with the fragile nature of cast-iron, 
rendered it essential that the motion should go on in the most 
equable manner, and that concussions or irregularities of pressure 
should be as much as possible avoided.^ The inequality in the 
action of a single cylinder pumping engine was therefore dreaded, 
and Mr. Pole, in conjunction with Mr. D. Thomson, was led to 
design engines connected with a fly-wheel and at the same time 
admitting a high degree of expansion in the use of steam. The 
fly-wheel ensured regularity of motion, and the pair of cylinders 
gave an opportunity of increasing the ordinary rate of expansion. 

The engines were on a large scale, the low-pressure cylinder 
being 46 inches in diameter, with 8 feet stroke, and the high- 
pressure cylinder being 28 inches in diameter, with a stroke of 
5 feet 6f inches. The length of the beam was 26^ feet. Also the 
stroke of the pump was 7 feet, the diameter of the pump barrel 
being about 23 inches. 
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153. The valves were arranged so as to prevent as far as 
possible any loss of pressure in the passage cf steam from the 
high to the low pressure cylinder. The general character of the 
valve for distributing steam is apparent from the diagram, which 
does not indicate in any way the details of construction. It will 
have been noticed that in the sketch of Woolf ^s engine two double 
piston valves are caused to work in distinct passages. Here, 
however, a single valve fulfils the same office as the pair of valves 
in the former case, and the idea appears to have been to place 
two of Murdock^s valves back to back and mould them into a 
single hollow but closed pipe, with ports at its two ends. 

154. The drawing shows the high and low pressure cylinders, 
marked respectively a and b, and placed side by side with the 
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valve E E, working in a pipe h k lying between the steam cylinders. 
The circles at h and k represent passages leading to the condenser, 
steam being admitted into the middle of the slide case by a pipe 
marked on the sketch. In the right-hand figure steam is supposed 
to be entering above the piston in a and driving it downwards, 
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while steam from below the same piston is passing up the pipe 
£ E and entering the space above the piston in the low-pressure 
cylinder b. At the same time steam below the piston in b is 
escaping through an open port into the passage k leading to the 
condenser. Thus the pistons descend together, and may therefore 
be attached on the same side of the fulcrum of a working beam. 

In the left-hand figure the pistons are both represented as 
scending after the completion of the downward stroke. Steam is 
entering below the piston of the high-pressure cylinder, and a 
dear passage is open from the top of the same cylinder down the 
pipe E E and into the space below the piston in the low-pressure 
cylinder. At the same time the top of the larger cylinder is freely 
open to the exhaust pipe h. Thus both pistons ascend together, 
the steam from a exhausting into b, while b itself has one end 
open to the condenser. The action is extremely simple, and will 
be readily understood. 

The valves, which are worked by cams, are cylindrical, and 
are packed by cast-iron rings, as in the case of an ordinary piston, 
springs being placed inside the rings, in order to assist their elas- 
ticity in pressing outwards and ensuring that the surfaces of contact 
shall be steam-tight. The cylinder ports are rectangular, with 
inclined bars across the faces, to prevent the packing rings of the 
valves from catching against the edges of the ports. 

It is stated that the passage e e is 6 inches in diameter or one- 
sixtieth of the area of a section of the low-pressure cylinder, the 
speed of the piston thereof being 230 feet per minute. It appears 
that the valve has completely answered the expectation formed of 
it in permitting only a very moderate fall of steam pressure during 
the passage from a to b. 

155. The drawing on the next page shows the arrangement of 
a compound cylinder beam engine of moderate size. The sketch 
has been simplified by substituting dark lines for many of the work- 
ing parts. In particular the student will find the parallel motion 
set out in that manner, and he should refer back to p. 122 for 
fuller explanation. There are two black spots on the circular space 
representing the end of the crank shaft, the object being to indi- 
cate the centres of the eccentric sheaves which work the valves. 
Also dotted lines pass from these points to other dark spots just 
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under the base of the high-pressure cylinder, and are intended to 
show the connection from the eccentrics to the bell cranks work- 
ing the valves. The governor is clearly indicated, and the reason 
for its particular form will be discussed hereafter. At present we 
may point also to the section of the condenser and air pump, the 
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bucket being fitted with indiarubber valves, as subsequently de- 
scribed. 

The dimensions of the engine are the following: — 

Diameter of high-pressure cylinder • . 12 J inches. 

Length of stroke . . . .2 feet 

Diameter of low-pressure cylinder . . 20 inches. 

Length of stroke . . . .3 feet. 

156. The general character of the indicator diagram taken 
from Mr. Pole’s double cylinder engine will be understood from 
its analogy to the diagram from a single-acting engine. 

1. As to the high-pressure cylinder, that appears to monopolise 
the greater part of the area of work done, but it must be borne in 
mind that the diameter of the 
piston in a is much less than 
that in b, and also that, in the 
case of a beam engine, the 
length of stroke is less. Hence 
the upper diagram requires to 
be viewed on a diminished 
scale before it can be fairly 
compared with the lower one. 

2. As to the low-pressure 
cylinder, that gives the diagram of an ordinary condensing engine, 
and no remark is necessary with regard to it, except that the space 
of separation between the two figures is seldom so small as in the 
present example. There is commonly a much more considerable 
loss of pressure in passing the steam from the high to the low 
pressure cylinder than that shown by the divergence of the ex- 
haust and steam lines in the middle portion of the diagram. 

According to the present illustration steam is admitted into 
the small cylinder at 35 lbs. pressure, and is cut off at four-tenths 
of the stroke, the total expansion being carried on in the large 
cylinder until it reaches eight times. Here, then, is an example 
of a compound cylinder condensing engine working at a steam 
pressure of 35 lbs. above the atmosphere and expanding eight 
times, but yet preserving the smoothness and uniformity of motion 
appertaining to an ordinary condensing engine expanding at a lew 
late, as in the early days of steam power. 
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In one trial of these engines the recorded duty for 112 lbs. of 
cod was 97,064,894 ft-lbs., which is equivdent to 2*3 lbs. of coal 
per actud H.P. per hour, neglecting friction and other losses. 

CALCULATION OF WORK DONE IN A COMPOUND CYLINDER 
ENGINE. 

157. In the working of a compound cylinder engine, where the 
smdl cylinder exhausts into the large one, the work done in a 
stroke depends on the size of the large cylinder, and is the same 
as that which would be performed in a single cylinder of the same 
content, by expanding to the same extent from a like initid 
pressure. 

This proposition is easily proved, and anyone may satisfy him- 
self that it is approximately true by examining a well-formed indi- 
cator diagram as taken from a compound cylinder engine. 

Referring to fig. 119, which is from an engine having a high- 
pressure cylinder 18 inches in diameter, with a 6 -feet stroke, and a 
low-pressure cylinder 36 inches in diameter, with a stroke also of 
6 feet, the number of revolutions being 34 per minute : 

Since the lengths of stroke are the same, and the areas of the 
pistons are as I to 4, it follows that the indicator diagram, marked 
A, as taken from the high-pressure cylinder, would be reduced to 
the same scale as that from the low-pressure cylinder, marked B, 
if we supposed the diameter of the latter cylinder to be 36 
inches and the stroke f feet, or one-fourth of that which it 
really is. This result is set out in the sketch. The diagram 
marked a is reversed in position and repeated on the right-hand 
side by measuring ofif a series of horizontal lines, such as c d, and 
making c J c d in every case. In this way the upper shaded 
area represents the work done in the high-pressure cylinder as it 
would appear on the scale adopted in the low-pressure cylinder. 
The bottom shaded area is merely a repetition of the area b. 

When the two diagrams are put together it will be seen that 
the two portions of the expansion curves fit very fairly or run into 
one, and that the expansion commenced above d is carried on 
throughout the stroke. It will be noticed that there is a little 
defect of similarity between this diagram and .fig. 118. Here the 
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steam line in b is horizontal at first, and then slopes downwards. 
That it is horizontal at all is owing to some peculiarity in passing 



the steam from one cylinder to the other, as there should be the 
slope of an expansion curve throughout. 

But any deviation from theoretical proportions does not affect 
the general inference to be drawn from the two diagrams when 
viewed together, and we see that the expansion which has occurred 
in the high-pressure cylinder might very well have taken place 
in the low-pressure cylinder, as something which preceded the 
actual expansion therein. 

158. The mathematical proof is the following : — 


Since the bottom of the smaller cylinder 
opens into the top of the larger one, it will 
simplify matters to suppose the cylinders to be 
in one line, with their pistons at p and r such 
that c p = E R. 

Let CD = EH = /, CP = ER=;t:. 

Also let A and b be the areas of the 
smaller and larger pistons, the pressure of the 
steam above a being /, that below it being 
and that below b being zero. 

Then f \p = /a : (/— ^) a + bx (by 
Boyle’s law). 



/= 

^ /a -h (b--a)a; 


R 
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work done = fkpdx +/^(b— a)</^ 

/a + (b— a;* 

= A/* + A//log. {/a + (b— a)*} + c 
Taking the integral between the limits * = /, a: = o, we have 
work done = A// + a// {log. b/— log. a/} 

= A//|i+log.^ I .... (i;. 

If the steam had expanded in a single cylinder of sectional 
area b, and the cut-off had occurred when the piston had traversed ^ 

a space the expansion being finally in the ratio ?, we should 

A 

have had = A/; and, applying the formula of Art. 112, it would 
B 

be found that 

work done = 'Bfiy | ^ 

But Bfy^kpl, and therefore the expressions (i) and (2) are 
identical, which proves the proposition. 

Cor. The form of equation (i) may be altered. Thus, let 

the steam expand e times, so that ^ = A 

work done = 2^ { ^ ^ ^ } ' 

So, also, equation (2) becomes, (since y = , 

work done = 2^ { ^ ^ } ‘ 


POINT OF CUT-OFF IN SMALL CYLINDER. 

159. Mr. Pole proved, in 1851, that in the case of expansion 
with compound cylinders there is one particular point of the stroke 
where the steam may be most advantageously cut off, so far as the 
initial pressure on the pistons is concerned, and that such pressure 
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may be reduced to a minimum value dependent on the degree of 
expansion. The investigation is the following : — 

Let / represent the length of each cylinder, 
r the length of stroke in the small cylinder before the cut-off. 
A, B the areas of the pistons of the small and large cylinders 
respectively, b being constant, while a and r vary. 

p the pressure of the steam on admission into the smaller 

cylinder, whence ^ is its pressure on admission into the large 

cylinder. Then 

initial pressure =/a +• (b— a)-^. 

But the whole expansion =~ x - = e suppose. 

Let z. then we have / a = ^ 

I EZ 

initial pressure = + b pz — ^ = a minimum. 


£ z 




EZ^ 

I 

E 


+ h 


or / = T/v/e. 

Which determines the point of cut-off when the initial pressure of 
the steam on the two pistons is the least possible. 


Also, initial pressure : 


EZ E 




Ex. I. Let E to, 


r=-^=-iv'io = /(-32) nearly. 

V JO 


Also A = - 5 . ^ jQ =: B ('32) nearly. 

V E 

Initial pressure =:^b x ‘532. 
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Ex. 2 . LetE = 8, r=4= = — = — . 

n/ 8 2^/2 4 * 

And n/2 = ^/S£ = 2 nearly, r = 

25 5 20 100 

ENGINES WITH CRANKS AT RIGHT ANGLES. 

160. For many purposes it is enough to have an engine with a 
single steam cylinder, or the equivalent Woolfs engine, with a pair 
of cylinders acting as one only ; but, on the other hand, there are 
numerous instances where two engines should be placed side by 
side and work cranks at right angles to each other. This is 
particularly the case in applying steam-power to flour mills or to 
cotton mills, where it is of consequence to preserve the rotative 
pressure on the crank as nearly uniform as possible, and to 
maintain a smooth and even motion. Or, again, in marine engines, 
for convenience of starting in any position, the same rule would 
hold ; and before proceeding further it may be useful to point out 
the reason for the greater uniformity of rotative pressure which is 
a consequence of working with a pair of cranks at right angles. 

It has been shown in Art. no that the variations of tangential 
pressure on the crank of a direct-acting engine are represented by 
the vertical lines on a diagram similar to that shown by the dotted 
curve b f in the annexed sketch. Putting a series of such curves 
end to end, we obtain a graphical indication of the fluctuations of 



a € m 

Fig. 121. 


tangential pressure during the working of an engine with one 
cylinder. The force is zero at a dead point, and rises to /^, its 
greatest value, after which it sinks again to zero. But if there 
be a pair of cranks at right angles, a second series of diagrams of 
rotative pressures must be superposed upon the first series, as 
shown by the second set of dotted curves, whereof one portion is 
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marked be, and the final result is exhibited by the upper line, not 
dotted, which is obtained by adding together the pairs of ordinates 
at each point ; for example : — 

nm + mr=:ms, 
ab ab ac, 
ef^r O = ef. 

The greater uniformity of rotative force is apparent, and it would 
be improved by cutting off at half-stroke in each cylinder, for then 
the curve b e would be hollowed out and reduced, while the part 
b /would be unaffected, and the upper resultant wavy line would 
become more nearly horizontal. By proceeding in this manner 
it is easy to set out a diagram of the rotative pressure upon the 
cranks of any pair of engines working under given conditions. 

161. In applying Hornblower’s principle to direct-acting engines, 
where two cranks at right angles are to be connected with the 
cylinders, there are different methods for adoption, each of which 
has its advocates. One plan very commonly met with has been 
to place the high and low pressure cylinders in pairs, with their 
axes in the same straight line, so that one piston rod serves for 
both. Thus, in marine engines, with the cylinders vertical, there 
may be — 

1. The high-pressure cylinder above the low-pressure cylinder. 

2. The low-pressure cylinder at the top. 

3. The low-pressure cylinder encasing the high-pressure 
cylinder. 

But in each of these cases, as also in compound cylinder 
horizontal engines, it is usual to confine the expansion to one pair 
of cylinders, although there is an example, to which reference will 
shortly be made, in which the steam is carried in succession 
through four cylinders. 

THE USE OF AN INTERMEDIATE RECEIVER. 

162. In anofher class of compound cylinder engines there are 
two cranks at right angles, but only one cylinder connected with 
each crank. Here each cylinder forms, as it were, an engine 
complete in itself ; the cylinders (called a and b, as before) are 
placed side by side, and are of equal length, and the point to be 
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noticed is, that the pistons in a and b no longer move together, 
but that one leads the other by half a stroke. It is clear that 
Homblower's mode of exhausting at once from a into b is no 
longer applicable, and that some special method of distributing 
the steam, different from anything that we have yet seen, must be 
arranged. The difficulty arises from the fact that the directions 
of motion of the pistons cross each other, whereby, for example, 
when the piston in a is at the end of its stroke and about to 
ascend, that in b is in its middle position and is descending. In 
order to get over this obstacle Mr. Cowper has proposed to place an 
intermediate receiver between the cylinders a and b, which shall 
act as an exhaust reservoir for the steam coming from a, and as a 
boiler for the steam going into b. It appears that engines with a 
receiver have worked well in practice, but it seems difficult to 
justify the use of this arrangement by a strict reference to the 
principles of the theory of heat. 

A general idea of the arrangement of the engine proposed by 
Mr. Cowper may be gathered from the sketch, where the cylinders 
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A and b are placed side by side, and the high-pressure cylinder a 
is enveloped in a steam receiver or reservoir, marked c, the 
content of which is perhaps three times that of a. In a working 
engine on this plan steam (say at 70 lbs. pressure) would enter a 
and be cut off at half-stroke ; it would then expand and finally 
exhaust itself into the receiver, where the pressure would vary 
from, say, 10 lbs. to 14 lbs. The receiver would supply steam 
for the low-pressure cylinder b, just as if it were the boiler of an 
ordinary engine, and the pressure of the steam in c would fall 
to 10 lbs. when the demand upon it was made, but would rise 
to 14 lbs. when fresh steam entered it from a. 

The temperature of the steam in the jacket surrounding a is, 
therefore, much below that of the entering steam, which is so far a 
departure from Watt’s practice. 
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Milner’s compound cylinder engine. 

163. A mode of working a compound cylinder engine with 
two cranks at right angles, and without an intermediate receiver, 
was patented by J. Milner in 1853, No. 2,281. It does not ap- 
pear that the engine has ever come into use, but it is referred 
to as an exercise for the student. 

The specification describes the engine as having two working 
cylinders, with pistons connected to two cranks placed at right 
angles to each other on the same shaft, one of the cylinders being 
of greater capacity than the other. The valves are worked by 
cams or eccentrics, and it is ‘ arranged that steam may be admitted 
from a boiler into the top of the smaller cylinder until the piston 
has made half its stroke, and then be shut off. A communication 
is next made between the top of the first cylinder and the top of 
the second one, whose piston is then at the top of its stroke.’ 



Fig. 123. 


The part of the sketch marked (i) shows the piston of the 
smaller cylinder a descending, the steam being just shut off, while 
the piston in the larger cylinder b is at the top of its stroke, and is 
on the point of descending, as marked by the arrow. 

As to the opening of the cylinders a and b to the condenser, 
it is to be observed that the lower part of a is open to the exhaust 
during one half of the down stroke, and the same is true of the 
upper part of a during one-half of the up stroke ; whereas the two 
ends of b are alternately open to the exhaust through nearly a 
whole stroke, just as in an ordinary engine. 

The distribution of steam is different from that in the com- 
pound engines hitherto examined. The steam which passes from 
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A to B is not conducted from the top of a to the bottom of b, and 
so on, but the direct contrary, whereby the method which appears 
most natural, and which was originated by Homblower, is aban- 
doned. Steam passes from the top of a to the top of b and 
expands against both pistons at the same instant. 

Diagram (2) shows this expansion going on. There are two 
ordinary D valves working against steam-ports connected with a, 
one at the top and the other at the bottom thereof, and the exhaust 
passages communicate from the top of a to the top of b, and 
from the bottom of a to the bottom of b. 

Diagram (3) shows the state of things when the piston in b has 
come to the end of its stroke and is beginning to return, the upper 
ends of a and b having been just opened to the exhaust And it 
is apparent that during the interval existing between (2) and (3) 
the space occupied by steam is getting less in a and is becoming 

larger in b, whereby the actual expansion is from ~ to b + 

2 2 


that is, from a to a -f 2 b. 

There is no difficulty in seeing that the action which is now 
beginning in (3) would pass through a like phase to that indicated 
in (2), and that expansion will go on between the lower ends of a 
and b until the piston in b has reached the top of its stroke, when 
openings to the exhaust will be made in both cylinders, as shown 
by diagram (i). After this the operation repeats itself. 

The indicator diagram, which might be taken from the high- 
pressure cylinder of a M ilner’s engine, is the only one which pre- 
sents any peculiarity, and would be some- 
what of the character sketched. The actual 
expansion between a and b begins at half- 
stroke in A, but there may be a preliminary 
cut-off of the steam in a, as shown at a, and 
in such a case the expansion would be carried 
a little farther than has hitherto been sup- 
posed The steam in a begins to expand 
into the cylinder b at the point d, and this 
goes on until half the return stroke is completed, when there is a 
sudden opening to the exhaust This causes the pressure to drop, 
and there is the lowering, marked at which indicates the gain 
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due to this mode of working. The diagram in the other cylinder — 
viz,, B — is the same as in the case of any ordinary double cylinder 
engine. 

QUADRUPLE ACTION ENGINE, 

164. We have now to mention a successful engine by Mr. 
Adamson, where the expansion is carried on through four cylinders, 
A, B, c, D, whereof a and b are in one line, and have a common 
piston rod, as are also c and d, the two cranks on the driving shaft 
being at right angles, and the general arrangement of the engine 
being that shown in the sketch. 



Such an engine affords an example of the combination of 
Homblower’s method of working wdth that of Mr. Cowper. Steam 
from the boiler enters a and exhausts into b, the pistons in a and b 
moving together. So far we have the ordinary double cylinder 
engine working the crank at R by means of the connecting rod 
p R. But in passing over from b to c it is necessary to connect 
two cylinders where the movements of the pistons cross, the crank 
at T being at right angles to that at r. Hence this is a case where 
an intermediate receiver applies, and accordingly such a reservoir 
is placed at e and acts as a boiler for the pair of cylinders c and 
D. These two latter cylinders are a mere repetition of the first 
pair, with a common piston rod, and equal length of stroke. In 
order to keep up the pressure of the steam the receiver e is sur- 
rounded by a jacket filled with steam direct from the boiler. 
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The work done is that of driving the machinery of a cotton 
mill having 48,000 spindles, with all the requisite preparation, and 
the steam is produced from two steam boilers of the double-flued 
Lancashire type, each 30 feet long by 7 feet in diameter, with 
furnace flues 2 feet 10 inches in diameter, which are crossed by 
five conical water tubes welded into the flue rings. The blow-off 
pressure of the safety valves is fixed at no lbs. per square inch. 
The shell and fire-box of the boilers are made of steel plate, and 
the flues are put together with Adamson’s flanged seam formed on 
flue rings in 3 -feet lengths. It is estimated that — 

Total heating surface in the two boilers is . 1,712 sq. ft, • 

Heating surface per square foot of firegrate . 25*9 „ 

„ „ per indicated H.P. , . 3*17 „ 

The receiver is formed like a portion of the furnace flue of a 
boiler, being a cylinder with flanged joints and crossed by conical 
pipes, which increase the superheating surface. It is surrounded 
by a cylindrical casing having flat ends, and with flanged joints, 
the object being to obtain a strong superheating vessel which shall 
keep up the temperature of the steam after exhausting from B. 
The temperature of the boiler steam is given at about 344® F. 

In an account of the performance of the engine it is stated 
that steam at 92 lbs. pressure enters a, where it exerts a mean 
effective pressure of 34*9 lbs. It then exhausts into b, entering 
that cylinder at a pressure of 57 lbs., and exerting a mean pressure 
of 26*1 lbs. From b it passes into the receiver e. 

Steam for the supply of the cylinder c is drawn from the 
receiver, and enters at a pressure of 19 lbs., its mean pressure being 
14*85 lbs. It finally exhausts into d, entering at an initial pressure 
of 1*5 lbs., and exerting a mean effective pressure of 9 lbs. From 
D it passes into the condenser. 

The engine has a stroke of 5 feet, and makes 43 revolutions 
per minute. The diameters of a, b, c, and d are 17, 22^, 30 
and 42 inches respectively, whereby the piston constants for a, b, 
c, and D may be obtained by multiplying 430 into the area of 
each respective piston in inches, and dividing by 33,000. This 
gives the following numbers for the piston constants, namely ; 
2*9S7i 9‘3^> and 18*05 for a, b, c, and d respectively. 
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Indicated H.P.= 2-957 x 34*9 + 5-18 x 26*1 +9-36 x 14-85+ 

18-05x9. 

= 103-2 + 135-2 + 139-0+162-4 
= 539*8 

The consumption is stated by Mr. Adamson to have been, on one 
particular trial, as low as 1-77 lbs. per H.P. per hour. 


FOUR-CYLINDER COMPOUND MARINE ENGINES. 

165. We conclude this chapter by referring to some four- 
cylinder compound marine engines, designed by Messrs Mauds- 
lay. Sons, and Field, and fitted in the vessels of the White Star line 
of mail-steamers which make the voyage between Liverpool and 
New York. Similar engines have also been fitted in other ves- 
sels. They work to about 5,000 H.P., and exhibit a remarkable 
economy in the consumption of fuel ; presenting, in fact, an ad- 
mirable practical illustration of the. excellence of the system now 
adopted in powerful steamships. 

The writer is enabled to present two external views of the 
engines in question, as well as a section through the cylinders and 
valves, which latter will give the student a complete insight into 
the method of distributing the steam. 

Fig. 126 is a front elevation of the engines ; fig. 127 is a side 
elevation, showing also a section of the vessel; and fig. 128 is a 
section through the cylinders. But inasmuch as a section perpen- 
dicular to the screw-shaft does not take in the valves and steam 
passages, the drawing in fig. 128 is altered hypothetically, and the 
valves are supposed to be brought round into the plane of section. 
In this way one diagram suffices for exhibiting both the working 
of the valves and the connection of the pistons with the screw- 
shaft 

To begin with the smaller, or high-pressure cylinder, which 
is 48 inches in diameter, with a stroke of 5 feet Steam from 
the boiler, at a pressure of 70 to 75 lbs. per square inch, enters 
the outer slide case on its way to the cylinder. The periods of 
admission, cut-off, and exhaust are regulated by two valves, one of 
which works at the back of the other ; the first, or expansion valve, 
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FlOt 176. Four-cylinder marine engines by Messrs. Maudslay, Soils, 
and Field* 
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Fig. 127. Side elevation of the same engines. 
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being a gridiron or plate valve, and the second being an ordinary 
slide, with the addition of two thoroughfare steam passages. In 
order to make the diagram more clear the letter s is marked 
on the spaces through which the steam passes on its way from 
the slide case to the cylinder, and the letter e is marked on the 
exhaust passages. A series of arrows will serve to trace out the 
pathway of the steam, by which we note it as entering the slide 
case, passing out through the exhaust, and descending to the 
low-pressure cylinder imtil it finally escapes into the condenser. 
The whole matter is at once apparent from the drawing. 

Passing on to the low-pressure cylinder, which is 83 inches in 
diameter, and has also a stroke of 5 feet, we find that the section 
here is the same as that of an ordinary double-acting condensing 
engine, and the only point to be noticed is the application of the 
double-ported construction of valve, whereby the effective open- 
ing for steam is doubled for a given amount of travel over the 
ports. 

The main slides of each pair of high and low pressure cylinders 
are on one rod, and are worked by one pair of eccentrics with a 
link motion. The cut-off slide at the back of the high-pressure 
slide is worked by an independent eccentric. 

On the platform in the front elevation are three wheels, 
whereof the lower one is for reversing the engines, and the upper, 
or star wheel, is for altering the grades of expansion, while a 
small wheel to be seen just over the head of the engineer is in 
connection with the steam regulator valve, which is here of the 
double-beat type. 

The air-pump is single-acting, and we refer to fig. 117 for an 
example of a single-acting air-pump with indianibber valves. As 
to valves of this construction, we may state that in the early 
days of the marine engine the valves connected with the air- 
pump were of brass ; but, when screw propeller engines were in- 
troduced into the navy, and the number of revolutions made per 
minute by the shafting was greatly increased, it became necessary 
to provide valves which should be better adapted for rapid open- 
ing and closing. Accordingly, canvas valves were tried, but for 
only a short time, as it soon became apparent that indianibber 
disc valves were much more convenient for use. 
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The drawing shows the feed valve-box of a marine engine 

fitted with indiarubber valves. 

It should be understood 
that there is a plunger pump 
on the side of the pipe marked 
A, and that the action of the 
pump is to suck water up 
through the opening at m. 
The lower valve e is therefore 
an ordinary suction valve, while 
the upper valve K is a delivery 
valve. Looking at the valve 
E, there is : i, a grating, shown 
in plan separately at the top of 
the drawing, and marked e ; 
^ 2, an indiarubber circular disc, 
shown tinted in the sketch ; 3, 
a guard being a conical 
shield, which prevents the disc 
from rising too high when 
forced up by the ascent of the 
water. In the Allen engines, 
which make 200 strokes per 
minute, the indiarubber valves 
are rendered more quick in their action by means of springs fitted 
at the back. There is also the delivery valve marked k, which is 
the exact counterpart of e. The opening for the suction is shown 
separately in plan, and is marked m. Also h is an air-vessel for 
sending forward a continuous stream of water, being a contrivance 
generally adopted in a force-pump. 

In the present engine the air-pumps are worked from a beam 
connected to the piston cross-head (see fig. 127), the feed and 
bilge pumps being worked firom the air-pump cross-head, which 
is provided with guide blocks. 

The drawings also show, in front and side elevation, a large 
cylindrical vessel which is the surface-condenser, and of which a 
detailed account must be given, as it is an apparatus which is 
essential to economy in fuel with marine engines. 
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According to the old system the boilers of marine engines were 
supplied with salt water, that is, water containing solid matter in 
solution, the result being, that as the water evaporated a deposit 
took place and formed a hard non-conducting coating upon the 
metal of the boiler. Two evils happened, viz., (i) the passage of 
heat into the water was retarded, and ( 2) the flame concentrated 
its effect more than it would otherwise have done on the material 
of the boiler. 

The remedy consisted in ‘ blowing out,’ as it was termed, or 
in allowing the steam to force out a quantity of water from the 
boiler at intervals, supplying its place by fresh water from the hot- 
well at a much lower temperature ; or otherwise a system of pumps 
was employed for removing the so-called brine continuously. In 
either case there was a direct loss of heat. 

The older standard works on the steam engine are full of 
practical directions as to blowing out. Thus, in Mr. Main’s 
treatise it is stated that ‘ blowing out should be strictly attended 
to while under steam at sea, in order to keep the boiler free from 
salt and incrustation ; the common practice being to displace five 
or six inches of water every hour,’ and so on. Directions are then 
given as to the method of ascertaining the degree of saturation, 
from which it appears that ordinary sea-water contains about ^5 
of its weight of salt and earthy matter, and may by evaporation 
become charged with as much as parts of salt, after which it is 
said to be saturated and can hold no more salt in solution. 

There are two instruments for ascertaining the degree of salt- 
ness of the water in a boiler, viz., (i) a thermometer, which gives 
the temperature at which such water will boil in the open air, and 
(2) an hydrometer, which indicates the higher specific gravity of 
water when holding a larger amount of salt in solution. Thus, water 
boils at 213*2° R, when containing ^ of saline matter, but its 
boiling temperature is raised to 226° R with parts of salt in 
golution. As to the reading of the hydrometer, a special instru- 
ment is provided, with graduations of &c., on its stem, the 

libservation being made when the water under trial has been cooled 
■own to 200° F, 

1 It is stated that the proportion of solid matter should never 
*reach ^ of the water, as incrustation commences somewhere 
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about that point. This state of things corresponds to a reading of 
216® F. on the thermometer. 

As to the loss of heat caused by blowing out it is easy to ex- 
press the same in a formula, and Mr. Main gives the necessary 
calculation, whereby, for example, the heat thrown away for a satu- 
ration of is to the whole heat given to the water as 6 to 100. 

Where brine-pumps are employed they should be so ad- 
justed that the quantity of water which they draw off, together with 
the quantity evaporated, shall be equal to that supplied by the 
feed-pumps. As to this, it appears that, in order to keep the 
saturation at ■^, the evaporation, the quantity blown out, and the 
feed are as the numbers i, ^ respectively. 

SURFACE CONDENSERS. 

166, For large ocean steamers the system above referred to 
has been given up, and in its place the method of surface con- 
densation has been adopted. The merit of introducing surface 
condensers is due to Mr. S. Hall, a well-known engineer, whose 
earliest patent on the subject was taken out in 1831 (No. 6,204), 
Tredgold gives a detailed account of Hall’s condenser as applied 
in the steamer ^ Wilberforce,* and states that this vessel was fitted 
in 1838 with engines of 285 H.P., and that surface condensation 
was carried out by means of a series of copper tubes, as many as 
2,374 being placed vertically in each condensing cistern. Each 
tube was ^ inch in diameter and 8 feet long. 

The waste steam was condensed in the tubes, and returned as 
water to the boiler, to be re-evaporated, and to do its work over 
again. At the present time it is a common practice to pass 
water through the tubes and to allow the waste steam to fill the 
intermediate space, whereby the surface condenser only differs 
from an ordinary jet condenser in respect that the cold water does 
not come in actual contact with the steam, buf: is sent through the 
condensing vessel in a number of small streams, each of which is 
separated from the steam by a metal sheathing. 

The air-pump is, therefore, the same in character as that used 
with a jet condenser, only it has less work to do. But nothing is 
gained thereby, inasmuch as it is necessary to provide circulating 
pumps for passing a supply of cold water through the tubes. 
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Notwithstanding Hall’s effort to establish the new system we 
do not find that surface condensation was favoured by engineers. 
Thus, in 1841, the condenser tubes of the ‘ Wilberforce ’ became 
so much coated with mud from the Thames and Humber that they 
were taken out, and jet condensers were substituted. In 1859, 
however, the system was revived by the Peninsular and Oriental 
Company for the steamship ‘ Mooltan,’ and was successful. At 
that time also the theory of heat was better understood, and soon 
the use of surface condensers for steamers of the highest class 
became more and more general. 

In the case of the ‘Mooltan ’ one condenser contained 1,178 
seamless drawn copper tubes, each f inch outside diameter, *05 
inch thick, and 70 inches in length ; the total condensing surface 
amounting to 4,200 sq. feet. The indicated H.P. of the ‘ Mool- 
tan’ was 1,731, which is about one-third the power of the com- 
pound engines lately referred to. 

The tubes were packed with a piece of linen tape pressed 
down by a screwed gland, which formed a very good joint The 
condensing water flowed upwards in a stream around the tubes, 
which were vertical, and the current was produced by a centrifugal 
pump, with a disc of 36 inches in diameter, making about 200 
revolutions per minute. 

Mr. Bramwell, in his paper on * Marine Engines,’ describes a 
condenser for a marine engine of the horizontal construction in 
which the tubes are of brass, | inch in diameter, with f inch spaces. 
They are divided into three tiers by horizontal partitions in the water 
compartments at the ends ; whereby the current of water from the 
circulating pump is first of all forced through the lower tier, then 
returns through the middle tier, and escapes through the top tier 
of tubes. The exhaust steam firom the engine enters the con- 
denser at the top and quits it at the bottom, as shown in fig. 130, 

, whereby it comes last into contact with the coolest row of tubes. 
^ table is appended to the paper giving particulars of the surface 
|x)ndenser in a number of compound marine engines, and among 
|he list is one where the high-pressure cylinder is 46 inches in 
^iameter, and the low-pressure 80 inches, length of stroke 39 inches, 
number of tubes 1,292, length of tubes 10 feet 10 inches, external 
diameter | inch, space between the tubes '35 inch, total condensing 



26 o 


Tfu Steam Engine. 

surface 2,758 sq. ft., vacuum 28 inches. The circulating pump is 
single-acting, the barrel being 20 inches in diameter, with a stroke 
of 16 inches. These numbers refer to some engines by John 
Elder & Co., which were started in 1868. 

The condenser of Messrs, Maudslays* engine is shown in the 
sketch. The tubes are of brass, and fill the large cylindrical 



Fig. 130. 


casing shown in longitudinal and transverse sections. They are 
indicated in the right-hand figure, and fill the whole empty space. 
The water from the circulating pump enters below, and encoun- 
ters a horizontal plate, which causes it to pass through half the 
number of tubes, as shown by the arrows, and then the water 
returns to the right hand through the upper series of tubes and 
escapes by the overflow. In the meantime the steam is entering 
the space which surrounds the tubes and becomes condensed, only 
to ^ be carried away by the air-pump and again supplied to the 
boiler. The circulating centrifugal pump is clearly shown in fig. 
2-S4 y it is at the extreme right of the drawing. 
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The actual working of the engine will be understood from the 
indicator diagrams shown in the annexed sketch. The scale 
gives the amount of pressure in the original diagrams, which are 
here reduced in the proportion of 30 to 56. The excellence of 
the vacuum — viz., 2 8 ‘5 inches — is especially to be noticed when 
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taken in conjunction with the speed of the piston ; for we are told 
that the number of revolutions is 55 to 60 per minute. The con- 
sumption of coal speaks for itself, tlie record of consumption for 
24 hours in an actual voyage being 96 tons, which is equivalent 
to 1*8 lbs. of coal per H.P. per hour. So much has already been 
said on this subject that it is unnecessary to add anything further, 
but we may at least point out that a powerful testimony to the 
truth of the theory of heat is afforded by the increased economy 
of our resources as consequent upon a systematic endeavour to 
apply and put in practice the principles of that theory. It is 
further stated that the speed of the vessel has been maintained 
at 19 statute miles per hour for periods of twenty-four hours at a 
time. 
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CHAPTER Vm. 

MISCELLANEOUS DETAILS. 

167. It has been shown that the number of strokes made per 
minute by a single-acting engine is adjusted by the action of the 
cataract, but in a rotatory engine, such as may be suitable for 
driving machinery, the regulation is of necessity different, and the 
problem resolves itself into a question of controlling the rate at 
which a driving shaft performs its work. Referring to the case of 
a clock train, where the multiplication of velocity between the 
driver and the last follower is considerable, it is well known that 
the best regulation has been obtained by the combination of a 
liendulum with an escapement. Such an arrangement involves, 
however, a step-by-step movement, which is quite inapplicable for 
heavy mechanism. Nevertheless, Watt appears to have been im- 
pressed with the value of the pendulum as a regulator of motion, 
and he determined to apply this apparatus to a steam-engine, 
although under a new aspect, and in a shape in which it had not 
previously been employed. For the complete regulation of an 
engine upon Watt's system two things are necessary : first, a fly- 
wheel or heavy rotating body possessing inertia ; and, secondly, a 
conical pendulum. The fly-wheel constitutes the most important 
and primary step towards the obtaining of uniform rotatory motion. 
It is a heavy wheel of cast-iron, with a massive rim, which becomes, 
as it were, a storehouse into which energy may be poured un- 
equally during the passage of the piston from end to end of the 
cylinder, but from which it may be drawn out uniformly during 
the operation of driving the machinery. The object of the fly- 
wheel is to equalise the action of the force transmitted from the 
piston to the crank pin, and to confine any inequality within 
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narrow limits of variation. But the fly-wheel alone is not sufficient 
for the purpose, since it is not only necessary to obtain a general 
uniformity of motion under the varying pressure of steam in the 
cylinder, but some method of adjusting the supply of steam itself 
is also required, whereby more power may be exerted when the 
resistance outside the engine increases, and less when the con- 
trary happens. (Refer to ‘ Principles of Mechanics,^ Art. 40), 

THE REGULATION OF AN ENGINE. 

It is with this latter object in view that the pendulum 
governor was invented. That instrument consists of a pair of 
heavy balls suspended from arms centred at or near a vertical axis 
and caused to rotate by the engine. If the power of the steam be 
in excess the fly-wheel accelerates its motion, the balls fly out- 
wards and move the lever of a throttle valve, so as to diminish the 
supply of steam ; whereas, if the power of the steam be in defect 
the balls collapse and the throttle valve opens more widely. The 
apparatus is called a pendulum governor, because the time of a 
revolution is affected by the length of the axis of the cone formed 
during the rotation, in a manner analogous to that in which the 
time of oscillation of an ordinary pendulum is affected by the 
length of the pendulum rod. 

168. In order to comprehend the principle of the conical 
pendulum it is necessary to revert to the consideration of the law 
under which a body will move in a circle. This law was fully 
established by Newton, who proved that whenever a body de- 
scribes a circle with a uniform velocity it must be subject to the 
action of a constant force tending towards the centre of the circle. 
The analytical expression of the law is the following : — 

Let w be the weight of the body, 

V its velocity at any instant, 
r the radius of the circle in which it moves, 
w 

Then force towards centre = . 

gr 

169. This proposition being clearly laid down, it becomes evi- 
dent that we can imitate in a body at rest the conditions which 
obtain during circular motion by supplying a force equal and 
opposite to the force which sustains the circular motion. 



264 


The Steam Engine. 


For example, drop a marble into a flat circular dish with a 
deep rim running round it Set the dish in rotation about an axis 
through its centre and perpendicular to its plane, and the marble 
will run to the side and press against the rim. The side will react 
upon the marble and supply the centre-seeking force necessary 
for circular motion, according to Newton's statement 

If, therefore, we wished to imitate, when everything is at rest, 
the action which is going on during the rotation, it would be 
merely necessary to press the marble against the side of the vessel 
with a force equal to that which before kept up the circular 
motion. The result is that during actual rotation there is a force 
tending towards the centre ; but when all is at rest the effect of 
rotation is imitated by supplying a force equal to the former and 
tending from the centre outwards. 

It follows as a consequence of this way of looking at the 
subject that a problem in dynamics may be treated as a simple 
question of equilibrium, where the forces balance each other. 

To apply the method to the case of a conical pendulum it is 


only necessary to supply a force acting outwards, and the 

parallelogram of forces is at once applicable. 

Let D represent a body of weight w, suspended at c by the 
string c D and describing a horizontal circle of radius D B with a 
^ uniform velocity v. 

Let cb = > 5 :, BD = r, cd = /, also let t be 
the tension of the string d c, and t the time of 
a revolution. Applying our principle, we shall 
suppose the body d to be at rest and to be 
acted on by three forces, viz., (i) its weight, 



in (2) the tension t, and (3) the force 
from the centre outwards. 


acting 


Fig. 132. 


Since d is at rest on this h3rpothesis, we have 
— = r, or z/* 




: w 


Also the motion is uniform; therefore 2 tt r = /z;, and 


/h 


2 Trr 
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Hence the time of a revolution varies directly as the square 
root of c B ; that is, as the square root of the height of the cone 
described by the string supporting w. 

Cor. I. If we refer to an ordinary pendulum of length c b or >4, 
swinging through a very small arc, the time /' of a vibration in one 
direction is given by the equation 


h 


hence it . 

Cor. 2. If n be the number of revolutions made per minute by 
the weight d, we have ^ 



Cor. 3. Let L be the length, in inches, of a pendulum oscillating 
once in one second in London, then 

I = TT a/ - /. Z=-^ = 39-I393- 
V ^ 

By substitution we have « = 30 


or/i = 3 S^. 

TT 

Ex. If = 18 inches, n = 44, and it is easy to form a table 
with corresponding values of h and n. 

Cor, 4. It is a well-known experimental fact that if the velocity 
of rotation be increased the cone will flatten out, the weight w 
rising more nearly to a level with c. In order to deduce this 
result from the formula let w be the angular velocity of the line 
B D round the centre, b, whence z/ = w r. 

OT b>^h= g. 

But ^ = / cos D c B = / cos 0 suppose 
/ cos 0 and cos 6 = . 

If 0 ) be increased, cos 6 is diminished, and 0 is increased, 
thereby d moves up into a higher position. 

170. There is another observed result which will carry us on in 
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the investigation, viz., that if a cylindrical vessel p^tly filled with 
water be whirled round a vertical axis coinciding with the axis of 
the vessel, and at a uniform velocity, the water will be hollowed 
out into the form of a cup, the particular surface exhibited being 
that known as a paraboloid of revolution. 

In other words, if a be the vertex of the cup, c A being the 
axis of rotation, any section of the surface, such as D A, made by a 
plane through the axis, is a parabola. 

Note . — The curve called a parabola 
is frequently met with in studying me- 
chanics; it is, very approximately, the path 
described by aball when thrown obliquely 
into the air, and may be the curve formed 
by the section of a right cone as made by 
a plane parallel to a generating line, or 
slant side, as it is commonly called. 

By reason of the mobility of the 
particles of water it is a property of this 
substance, in common with other liquids, that the pressure at all 
points of a surface formed upon it when at rest is the same. If it 
were not so the particles would move along the surface. But the 
water in the vessel is permanently rotating with a uniform velocity, 
and is, therefore, in an artificial stale of equilibrium. Hence a 
particle at d will remain at rest just as much as a particle at d. 
Draw d c perpendicular to the surface of the water at the 
points D and d respectively. Then d and d move with the same 
angular velocity round the axis ca. Let this angular velocity be 
O', and we have 

w* X c B =^, X ch '=.g^ whence c b = r 

It is a property of a parabola that the subnormal is constant, 
and the term ‘ subnormal' is merely a technical name for the line 
c B, being the part of the axis intercepted between any two lines, 
such as D c, D B, whereof d c is perpendicular to the curve and D B is 
perpendicular to the axis a c. As soon as we knew that the section 
of the fluid cup was a parabola it became possible to predict tliat 
property of the curve which is now referred to. 

171. The investigation of the property of a parabolic curve as 
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applied to a conical pendulum will have j^repared the student foi 
understanding the so-called parabolic governor. It appears that 
in 1851 a governor was brought over from Vienna where the 
pendulum balls rode on guides having the form of a parabola. 
This governor had, as we might anticipate, the fault of being too 
sensitive. The balls rose to the highest point or fell to the lowest 
on the smallest variations of speed, and it became necessary to 
diminish this extreme sensitiveness by attaching to the sliding 
collar of the governor an air cylinder or cataract, whereby in rising 
or falling the balls were made to suck in or force out air through a 
a small adjustable aperture in the top of the cylinder. 

172. It may now be convenient to refer to some working 
models, deposited by Mr. Head in the Museum at South Kensing- 
ton, which are intended to illustrate (i) the common pendulum 
governor, (2) Watt’s governor, and (3) an approximate parabolic 
governor ; and we should premise that in applying the conical 
pendulum to an engine the chief point to notice is that the 
number of revolutions made per minute depends upon the height 
of the cone, viz., cb, in fig. 134. 

I. The common method of con- 
structing the governor has been that 
shown in tiie sketch. The balls are 
suspended at the points E and h, a 
little on either side of the central 
vertical spindle c b. Each arm, as 
H D, is connected by a link to a sliding 
block s T. As the rate of rotation 
increases the balls fly out, st rises, 
and in doing so actuates a lever 
which controls a steam valve and 
diminishes the supply of steam. 

The effect of placing e and h at a 
little distance from the axis c b is to 
cause the variation in the height of 
the cone to become greater for any 
given rise of the balls, and thereby to render the governor less 
sensitive. Thus the heights of the cone in the two positions shown 
are c B and cb respectively, the variation being equal to c 4 - b A 
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2, In the governor as made by Watt, of which there is an 
example at the Patent Museum, the variation in height of the cone 

was much reduced The centre 
of suspension was set in the ver- 
tical axis, and a jointed parallelo- 
gram c E was attached to the sus- 
pending rods, the angles d c p, 
F c Q being rigid and invariable. 
It followed that as d moved up into 
the position g the vertex E would 
descend to e, and the variation in 
the height of the cone would be b 
which is certainly less than in the 
previous construction. The valve 
lever was actuated from the point e, 
instead of from b, and on the whole 
a considerable rise and fall in the 
^ 35 - point E was secured by an extremely 

small change of lieight in the described cone. The governor was 
driven by a cord passing over a grooved pulley at h. It is stated 
that Watt’s original governor would begin to rise at 36 revolu- 
tions, and would reach its maximum height at 38, corresponding 
to a variation of only 5^ per cent, in the speed of the engine. 

3. The approximate parabolic governor was designed by Mr, 
Head, and is shown in fig. 1 36. It will be seen that the points of 
suspension are on opposite sides of the central vertical line round 
which the balls rotate. The apparatus is, therefore, termed a 
* crossed arm ^ governor, and the peculiarity consists in this, viz., 
that by properly adjusting the centres E and H to the lengths of 
the arms it can be provided that the arc d d, in which either ball 
moves, shall be approximately an arc of a parabola. 

The following construction may be taken for setting out the 
governor : — The balls, being on a level d b, and revolving in a 
cone whose altitude is c b, are required to make a certain number 
of revolutions per minute, as shown by the formula. Draw d t 
perpendicular to h d and bisect b t in a, then a will be the 
vertex of a parabola passing through d. The rise from ^ to b for a 
higher velocity is then assigned according to any proportion which 
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may be thought desirable ; and by a property of the curve we have 

D B : s/ a s/HS, 

This determines the point d, and other points in the curve 
may be assigned in like manner ; after which it is only necessary 
to select a centre h which shall give 
a circular arc passing approximately 
through the points so determined. 

A comparison of the three modes 
of construction is given by the model, 
wherein the different governors are 
connected with the same driving 
wheel and move at the same rate. 

On setting them in motion the first 
to open out fully is the crossed arm 
governor, then follows that of Watt ; 
and the least sensitive apparatus is 

the common governor. On reducing the speed the balls fall in 
the reverse order, viz., (r) the common governor, (2) Watfs 
governor, (3) the crossed arm governor. 

In practice the last apparatus would be too sensitive, and 
accordingly a spiral spring is placed upon the spindle, as indi- 
cated in the sketch, the object being to retard the balls during 
their ascent. The spring is under no compression when the balls 
are in their lowest position, but offers a slight and increasing 
resistance as they rise; and the governor is thus rendered a 
practical instrument, instead of being a mere mathematical ab- 
straction. For example, at the Newport rolling mills, Middles- 
borough, this governor has been applied to a large single cylinder 
horizontal engine driving two plate-mills. The engine makes 
about 40 revolutions per minute ; and when nothing is passing 
through the rolls the balls remain in their highest position, but 
when the plates are passing through the rolls the arms collapse, 
admit full steam, and rise again as soon as the work has been done. 

173. The weighted pendulum governor is a form frequently 
used, and is shown in fig. 117. It consists of two small pendu- 
lum balls, weighing from 2 lbs. to 3 lbs. each, and attached by 
links passing downwards to a collar on the driving spindle, which 
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carries a weight varying from 50 lbs. to 300 lbs., according to the 
size of the governor. The balls revolve at a high speed, making 
from 200 to 300 revolutions per minute. Suppose that the rods 
carrying the balls are equal in length to the links connected with 
the suspended weight w, then it is clear that for any small dis- 
placement the vertical rise of w is twice that of either ball. 

Let p be the sum of the weights of the two balls, and let there 
be a small increase of velocity ; then the centrifugal force is the 
same as in an ordinary governor, but the weight raised is different, 
for when p rises through a small vertical space w is raised, by the 
arrangement of linkwork, through twice that space. It follows 
that the height of the cone is to that of an ordinary pendulum as 
P + 2 w : p, and that the sensitiveness is increased in the propor- 
tion of p to p + 2 w. 


siemens' chronometric or differential governor. 

174. If the governor of an engine were absolutely perfect it 
would regulate the velocity of the machine to one uniform, unde- 
viating speed, and would not suffer any departure from that defi- 
nite rate of motion. Such a governor would adjust the supply 
of steam exactly to the demands made upon it, and would in 
effect cause the machinery to move at one constant rate. 

The governor by Watt makes no pretension to realise this ideal 
perfection, and does nothing more than moderate the inequali- 
ties to which a steam engine is liable under varying conditions of 
load. So far from being perfect it is subject to two principal 
defects, which are well known to exist, but which do not detract 
from Its general utility as the most effective of any simple apparatus 
for regu ating the speed of an engine which has yet been devised 
I. Watt s governor cannot prevent a permanent change in the 
speed of the engine when a permanent change is made in the 

diminished, 

required to remain constant, such a 
result could only be obtained by reducing the supply of steam, 

oien ou "‘'i ^ 

open out more widely, or unless a correspondingly higher rate of 

motion IS maintained. ^ ^ 
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In order to retain one uniform speed two things appear to be 
necessary, viz., first, that the pendulum constituting the governor 
should be driven by a constant force, in which case its rate of motion 
could be prescribed definitely beforehand, and would remain in- 
variable j and, secondly, the engine should be compelled to adapt 
its own motion to that of the invariable pendulum by some 
mechanical contrivance which should forbid any deviation. 

Mr. Siemens has endeavoured to carry out the conception 
stated above : he drives the pendulum by a raised weight, and 
pours into it a little excess of maintaining power, which excess is 
absorbed by friction. The pendulum, therefore, revolves at a 
constant speed, and the apparatus for tying down the engine to 
the rate of the pendulum is a differential train of wheels, which 
will be described immediately. 

2. The second defect is that the governor does not begin to 
act until a sensible change has occured in the speed of the engine ; 
for the balls do not open out more widely until after the velocity 
has increased, nor can they rise until an additional store of energy 
sufficient to overcome the friction or inertia of the moving parts 
has been accumulated. 

Mr. Siemens’ invention is directed also against this second 
defect, for by the operation of the differential motion it results that 
the whole energy stored up in the revolving balls is ready to act 
upon the steam- valve at the first instant that the engine attempts to 
deviate from the pendulum \ whereas in the ordinary governor the 
additional energy stored up in the balls by increased velocity of 
rotation is the power available to control the valve. One action 
IS slow and comparatively feeble, the other is instantaneous, and 
cannot be resisted. 

The annexed sketch shows an elevation of Siemens’ governor 
partly in section, together with a plan of the levers between 
the train of wheels and the raised weight. The differential motion 
is made up of the mitre wheels a, b, b, and whereof a is keyed 
to the vertical spindle, and is driven by the engine, while c rides 
loose upon the same spindle, and is connected directly with a 
heavy conical pendulum enclosed in a casing d, b, b are two 
separate wheels, carried on a holiow spindle, through which the 
driving spindle passes, and in gear with both a and e The dif- 



270 The Steam Engine, 

carries a weight varying from 50 lbs. to 300 lbs., according to the 
size of the governor. The balls revolve at a high speed, making 
from 200 to 300 revolutions per minute. Suppose that the rods 
carrying the balls are equal in length to the links connected with 
the suspended weight w, then it is clear that for any small dis- 
placement the vertical rise of w is twice that of either ball. 

Let p be the sum of the weights of the two balls, and let there 
be a small increase of velocity ; then the centrifugal force is the 
same as in an ordinary governor, but the weight raised is different, 
for when p rises through a small vertical space w is raised, by the 
arrangement of linkwork, through twice that space. It follows 
that the height of the cone is to that of an ordinary pendulum as 
p -f 2 w : p, and that the sensitiveness is increased in the propor- 
tion of p to p + 2 w. 

SIEMENS^ CHRONOMETRIC OR DIFFERENTIAL GOVERNOR. 

174. If the governor of an engine were absolutely perfect it 
would regulate the velocity of the machine to one uniform, unde- 
viating speed, and would not suffer any departure from that defi- 
nite rate of motion. Such a governor would adjust the supply 
of steam exactly to the demands made upon it, and would in 
effect cause the machinery to move at one constant rate. 

The governor by Watt makes no pretension to realise this ideal 
perfection, and does nothing more than moderate the inequali- 
ties to which a steam engine is liable under varying conditions of 
load. So far from being perfect it is subject to two principal 
defects, which are well known to exist, but which do not detract 
from its general utility as the most effective of any simple apparatus 
for regulating the speed of an engine which has yet been devised. 

I. Wattes governor cannot prevent a permanent change in the 
speed of the engine when a permanent change is made in the 
load ; that is evident; for suppose that the load were diminished, 
and that the speed were required to remain constant, such a 
result could only be obtained by reducing the supply of steam, 
whereas the governor fails to reduce the supply unless the balls 
open out more widely, or unless a correspondingly higher rate of 
motion IS maintained. 
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In order to retain one uniform speed two things appear to be 
necessary, viz., first, that the pendulum constituting the governor 
should be driven by a constant force, in which case its rate of motion 
could be prescribed definitely beforehand, and would remain in- 
variable ; and, secondly, the engine should be compelled to adapt 
its own motion to that of the invariable pendulum by some 
mechanical contrivance which should forbid any deviation. 

Mr. Siemens has endeavoured to carry out the conception 
stated above : he drives the pendulum by a raised weight, and 
pours into it a little excess of maintaining power, which excess is 
absorbed by friction. The pendulum, therefore, revolves at a 
constant speed, and the apparatus for tying down the engine to 
the rate of the pendulum is a differential train of wheels, which 
will be described immediately. 

2. The second defect is that the governor does not begin to 
act until a sensible change has occured in the speed of the engine ; 
for the balls do not open out more widely until after the velocity 
has increased, nor can they rise until an additional store of energy 
sufficient to overcome the friction or inertia of the moving parts 
has been accumulated. 

Mr. Siemens’ invention is directed also against this second 
defect, for by the operation of the differential motion it results that 
the whole energy stored up in the revolving balls is ready to act 
upon the steam- valve at the first instant that the engine attempts to 
deviate from the pendulum ; whereas in the ordinary governor the 
additional energy stored up in the balls by increased velocity of 
rotation is the power available to control the valve. One action 
IS slow and comparatively feeble, the other is instantaneous, and 
cannot be resisted. 

The annexed sketch shows an elevation of Siemens’ governor 
partly in section, together with a plan of the levers between 
the train of wheels and the raised weight. The differential motion 
is made up of the mitre wheels a, b, b, and c, whereof a is keyed 
to the vertical spindle, and is driven by the engine, while c rides 
loose upon the same spindle, and is connected directly with a 
heavy conical pendulum enclosed in a casing </, //. b, b are two 
separate wheels, carried on a holiow spindle, through which the 
driving spindle passes, and in geai with both a and c. The dif- 
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ferenti^d motion is mstde up of the three wheels a, b, and the 
fourth wheel being merely put in to equalise the driving pressure 
on the two sides of the vertical spindle ; and it is well known that 
where three equal bevel wheels, as a, b, c, are in gear the velocities 
of A and c are equal and in opposite directions. Also as long 
as the velocities of a and c remain equal and opposite b will 
rotate on its axis but will not shift its position ; whereas on the 
smallest difference between the motions of a and c the wheel b 
must begin to run round them, and it is only by so running round 
that a difference in the velocities of a and c becomes possible. 

It further remains to connect the weight w and the throttle 



Fig. 137. 

valve with the differential train of wheels. This is done by 
attaching w to the end of one arm of a bell crank lever whose 
fulcrum is at/, the other arm moving in a different vertical plane, 
and being connected by a link e to a, short projecting rod which 
acts as a handle to shift the wheels b, b round a or c. The axis of 
the valve spindle passes also through /, whereby, on turning the 
bell -crank lever, a throttle valve is more or less opened and the 
supply of steam is regulated. 

A model of this governor is deposited in the Museum of the 
Patent Office. The wheel a is driven by hand, and on examining the 
apparatus it becomes easy to comprehend the action of the weight 
w. First, move the handle suddenly, when a runs round, but 
the inertia of the pendulum prevents c from responding, and the 
consequence is that w is jerked upwards. Next, turn the handle 
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slowly, when all the wheels rotate on their respective axes, but w 
remains at rest On gradually increasing the velocity we find that 
there is one particular speed at which w is just raised, and that it 
can be maintained in higher and higher positions by further accele* 
rating the motion until it reaches a stop which defines the limit at 
which the governor ceases to act. As to the pendulum, that is, 
in fact, a small fly-wheel divided into segments, and carrying a 
sort of fnction brake, which is pressed outwards against the 
casing by springs. • So long as w is raised it tends to accelerate 
the motion of and, according to the phraseology of mechanics, 
it is the driver of and we have here an example of a conical 
pendulum driven by a raised weight, and therefore moving at a 
constant velocity. Also it follows that the engine must accommo- 
date itself to the speed of the governor, for otherwise b would run 
round and the throttle valve would be acted upon. It is further 
evident that the whole energy accumulated in the pendulum 
would be thrown upon the valve if the velocity of a varied fi’om 
that of c. 

In the year 1866 Mr. Siemens brought to the notice of the 
Institution of Mechanical Engineers a new form of this governor, 
in which the conical pendulum was replaced by a cup of parabolic 
shape, open at both ends and dipping into water. In the modi- 
fied apparatus the cup rotates about a vertical axis, and as it 
revolves the water rises in a parabolic surface and may flow over 
the rim. At a sufficient velocity a continual stream of water is 
raised, which is projected over the edge, caught upon fixed 
vanes, and deflected back against other vanes attached to the 
outside of the cup and rotating with it Work is, therefore, 
continually done and a resistance is opposed whereby the velocity 
of rotation of the cup remains practically constant As before, 
the cup is driven by a raised weight, and the only difference con- 
sists in the substitution of the liquid and the rotating cup for the 
ordinary conical pendulum. 

DONKEY ENGINE. 

175. The greater number of the diagrams on the steam engine 
whi^ have been published by Messrs Chapman & Hall have 
been reproduced in this book, and we purpose now to describe the 

T 
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arrangement of a small pumping engine, which has been photo- 
graphed on wood from the large diagram. 

The method here adopted of placing the pump in a line with 
the steam cylinder is in common use, and if the engine were of' 
larger dimensions and placed horizontally it would represent the 
type of engine employed for forcing water into a full-sized ac- 
cumulator. The upper part of the drawing requires no special 
explanation ; the throttle valve, the slide valve, the ports, and the 
exhaust passage are sufficiently indicated, but there is a peculiarity 
in the mode of actuating the slide and of obtaining the rotation of 
the fly-wheel which should be made clear. 

Supposing the fly-wheel to rotate upon the axis f l it is appa- 
rent that the end a of the crank d a will describe a small circle 
round the central point of the extremity l, and that the slide s will 
be driven by the motion of aim. circle, just as if an ordinary 
eccentric had been constructed. 

The rotation of the crank n h is obtained by a movement 
which can hardly be recommended as being good of its kind, and 
wliich is the converse of the motion shown in fig. 37. Instead of 
the pin causing the slit bar to reciprocate, we have the reciproca- 
tion of the bar r s causing the rotation of the crank l h. The 
example is interesting as showing one of the devices used by 
mechanics in the conversion of motion, as well as the utility of a 
fly-wheel for carrying the crank over the dead points. 

As to the pump, it is unnecessary to say more than that the 
action is that of a common force-pump, with a suction valve at n 
and a delivery valve at m. 


giffard’s injector. 

176. The invention of the injector for supplying feed-water to 
the boiler of an engine is principally remarkable as presenting an 
illustration of the direct conversion of heat into work. Before 
describing the apparatus it will be necessary to exjilain the mean- 
ing of the term * induced current* 

:Uoking back historically it appears that in 1719 Hawksbee, 
the mventor of a double cylinder air-pump, showed that when a 
current of air was sent tlirough a small box — entering by an opening 
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at one side near the top and escaping by a corresponding opeiiing 
at the opposite side — ^the eflfect was to rarefy the air within the box 
rather than to compress it It is an old experiment to suck up 
and drive a jet of spray out of a bottle by blowing through a 
horizontal tube with a contracted nozzle whose end is placed just 
over a vertical tube dipping into water contained in the bottle. 
The current of air passing over the open mouth of the vertical 
tube carries away some of the air from inside the tube, whereby 
the water rises to the top and is dispersed in a jet of spray. 

According to theoretical definitions the particles of gases 
repel one another and have no coherent action among themsdves. 
In practice this is not the case ; and if a definite current of air be 
set up in a mass of air at rest, as when a jet escapes from the 
mouth of a tube, the air in motion will drag a number of the 
quiescent particles with it and will extend considerably the di- 
mensions of the original current. It will, in technical language, 
induce a current also in the surrounding air. 

The application of an induced current, with which we are now 
concerned, is exhibited in the annexed sketch. The globular ves- 
sel represents a boiler in which high-pressure steam is generated, 
^d from which it escapes at an orifice e. The steam is discharged 
just inside a conical casing or nozzle, the object of which is to 
provide a means for setting up an induced current of air which 
will speedily exhaust the tube. The water, forced up by atmo- 
spheric pressure to supply the loss of air, will, therefore, issue fi’om 
E, and we shall have made the first step towards the construction 
of an injector, viz., the discharge through s of a mixed jet of steam 
and water (see fig. 139). 

In fig. 140, which shows a Giffard’s injector as constructed by 
Messrs Sh^, Stewart & Co., there is a pipe marked ‘steam,' 
which terminates in a vertical conical nozzle, having within it a 
solid rod or needle capable of contracting in any degree the 
amount of the issuing jet On the opposite side of the apparatus 
IS a pipe inarked ‘water,’ which corresponds to a b in the ele- 
mentary diagram, and by turning the wheel marked ‘water regu- 
lator’ the tinted sliding tube is brought up or down, so as to 
regulate the supply of water which is sucked up by the inducing 
action of the steam. There is here, therefore, precisely the ^ 
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paratiis already described, together with mechanical means for 
regulating (i) iht supply of steam and (2) the supply of water. 

Near the bottom of the injector is a valve opening downwards 
and leading to the flanged end, marked * delivery,' which is in 
direct communication with the boiler. The valve in question is 
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shown open in the drawing, but it is closed by the pressure 
within the boiler when the injector is not at worL 

Recurring to the elementary diagram, which is intended to 
show the action in its most simple form, we may point out that 
M. Giflard discovered that a mixed jet of steam and water issuing 
from E under the circumstances above stated is competent to 
overpower and drive back a simple jet of water issuing from die 
opening d, and that a supply of feed-water may be forced back 
into a boiler by the steam generated therein without the inter- 
vention of any pumping apparatus whatever. 
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Since action and reaction are equal and opposite it is abun- 
dantly clear that a simple jet of high-pressure steam issuing from b 
could never drive back a jet of water issuing from d under the 
same pressure. It was a great step in science to conceive the idea 
that the absorption of heat which took place at B could furnish 
a source of energy directly available for doing work. There has 
been no parallel to this discovery in any analogous direction, and 
it is difficult to account for the action. 

On the steam side there is the kinetic motion of the molecules 
of steam, and on the water side there is the motion of translation 
of a quantity of water, and the problem is to show a possible 
method of passing from the one to the other. Now, the steam 
issuing at e has a velocity many times greater than that of the 
water forced out at d. The instant that steam is liberated and 
escapes, the kinetic motion of its particles appears under a new 
form, viz., as amotion of translation, and the velocity of an issuing 
jet of steam is many times greater than that of a jet of water forced 
out by the same pressure. If, therefore, the jet of steam could be 
condensed by an indefinite source of cold after it had fairly got 
clear of the orifice it would be converted into a fine liquid line, 
and the velocity with which its molecules were rushing out would 
not be changed. The motion of heat would be diminished, but 
the onward motion would remain unimpaired. This liquid line 
would be moving at such a high velocity that it would pierce any 
jet of water coming towards it from the boiler, very much as if it 
were a steel wire forcing its way through the mass. We know of 
no source of cold competent to produce this result, but what 
really happens is the same in character though less in degree. The 
steam, liquefied at e, retains to some extent the higher velocity 
which it possessed as steam, and on the whole the aggregate 
energy of the water globules flowing onward at e is greater than 
that of the water jet coming towards them from d. The latter 
jet is overpowered and driven back, and a quantity of water from 
the cistern at a is continually forced into the boiler. 

to the velocities with which we have to deal, it appears 
that if the steam had an actual pressure of six atmospheres the 
water would issue at a velocity of about loi feet per second, and 
the steam at a velocity of about i,8oo feet per second. 
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In dwelling on this subject there is an experiment, easy of 
performance, which exhibits the effect of fluid pressure in forcing 
out a jet of liquid, and which recalls the cer- 
tainty that without the direct agency of heat, 
the injector would be powerless. The appa- 
ratus consists of a brass tube, say 4 feet long 
having a glass beaker at the top. There is a 
stopcock at the base of the tube, and directly 
opposite to it is a small open nozzle of the 
same bore as the stopcock which leads into the 
base of a glass tube about an inch in diameter. 

The water in a is maintained at a constant 
height, and it is found that the water rises in the 
glass tube until it reaches a level b, which ap- 
proaches closely to the level of the water in a. 

The difference depends on the loss of energy 
by fnction and also upon imperfections of the Fig. 141. 
apparatus and the difficulty of adjusting the openings for the 
water so as to cause the stream which comes from a to corres- 
pond with that coming from b. 

Referring again to fig. 140, it will be seen that a pipe marked 
‘ overflow ' leads out from the centre of the instrument ; this pipe 
communicates with a small chamber in the central channel just 
below the level of the pinion, and is intended to allow the escape 
of any surplus water. When the supply of steam is properly ad- 
justed to the amount of water sucked into the instrument no over- 
flow takes place, whereas an excess of water or steam will at once 
give rise to a discharge at the overflow. In the one case the 
energy imparted to the water is insufficient and part recoils, while 
in the other case too great a condensation of steam will occur and 
energy will be dissipated. It is, however, easy to adjust the steam 
and water regulators so as to avoid any waste. 

The rise in temperature of the feed-water shows the amount 
of energy available for doing work, and it is found that the quan- 
tity of water delivered into the boiler increases as the feed-water 
itself is supplied in a colder state. Thus, in one case, the temperar 
ture of the feed-water before entering the injector was 60®, 90®, 
120®, and the number of gallons of water delivered per hour was 
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97*, 786, 486 respectively. It is a confirmation of the expla« 
nation that steam at a given pressure will force water into a 
boiler against a still higher pressure. Thus, steam at 27 lbs. pres- 
sure forced water into a boiler where the steam was at 5* Iha 
pressure, the temperature of the feed-water being raised from 92® 
to 170® during the operation. 


LINK MOTION FOR REVERSING AN ENGINE. 

177. When the piston is near the middle of its stroke in a 
direct-acting engine the slide-valve will have moved over the 
steam ports in the manner pointed out in fig. 142. 

The large and small circles represent respectively the paths 
traced out by the centre of the crank pin and the centre of the 
eccentric which works the valve; and inasmuch as the slide would 
not be seen in a sectional drawing it is repeated in a supplemental 
diagram, where its position in relation to the steam ports is indi- 
cated. The method of reversal is the following ; — 



Fig. 142. 


In the upper diagram the piston is moving to the right and 
the valve to the left, the piston having advanced so far in its stroke 
^t the valve is returning to oit off the steam. In order, there- 
fore, to change the motion it is necessary to drive the piston 
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by admitting steam on the opposite side and by letting out that 
portion of the steam which is urging it forward. Hence the valve 
must be moved into the position shown in the lower diagram, 
which is equivalent to shifting the centre of the eccentric from th^ 
position marked a to that marked b. The piston will then return 
before it has reached the end of the cylinder, or in other words 
the motion of the engine will have been reversed. 

It will be seen that the imaginary crank which works the 
slide is inclined at an angle somewhat greater than 90® to the 
crank which is connected with the piston, as must be the case 
where lap and lead are given to the valve. Further, it is appa- 
rent that the crank of the slide rod is in advance of, or leads, 
the larger crank in its journey round. 

The explanation shows that in reversing an engine we must 
either shift the centre of the eccentric from the position a to the 
position B, or else we must employ two eccentrics and provide 
some means of connecting each in turn with the slide-valve. 

The method of reversal by shifting the eccentric from the 
position A into the position b was at one time largely employed 
in marine engines, but it has gradually given place to the reversal 
by a link motion. That apparatus for reversing an engine has 
grown with the locomotive engine, and is so convenient and rapid 
in its action that no other can compare with it. 

The link motion appears imder three forms : there is (i) the 
shifting link, having its concave side towards the axle or crank 
shaft ; (2) the stationary link, where the curvature is in the opposite 
direction ; (3) the straight link, which is derived from a com- 
bination of the two former contrivances. 

I. In the shifting link motion two eccentrics are keyed upon 
the shaft in the positions which we have agreed to call a and b ; 
the link is an open slotted circular piece, struck with a radius 
equal to the effective length of each eccentric rod, and having, as 
before stated, its concavity turned towards the axle or shaft of the 
engine. The slide rod is connected with a block which moves in 
the slotted link, whereby the end of the rod is actuated by either 
of the eccentrics at will. This construction was adopted at an 
early period, and is known as ‘ Stephenson^s link motion.' 

a.. The stationary link, which is that shown in the drawing, was 
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invented by Mr. Gooch, of the Great Western Railway. It will 
be seen that the link r s is here suspended by an arm ^ c, so as to 
be stationary so far as any up-and-down movement is concerned, 
and that it is circular in form, being struck by a radius equal to 
D R, whereby also its concavity lies towards the cylinder and 
away from the axle or shaft of the engine. In the sketch the for- 
ward eccentric is in operation, and the motion is readily traced 
from the axle to the slide, which is shown as having partly un- 
covered the steam port marked a. On pulling the rod h which is 
in connection with the starting lever, or its equivalent, the bell 
crank k ^ l is moved, and the jointed rod d r is brought down by 
the pull of L M into a lower position, whereby it imparts to the 
slide the motion due to the back eccentric, and the engine is 
consequently reversed. 

3. A third method is Allan’s straight link motion, in which 
the link and the valve rod are both shifted in opposite directions 
at the same time. When the link is shifted it must of necessity 
be curved towards the eccentric rods, and when the slide rod is 
jointed as at d and shifted up or down the curvature of the link 
must be towards the slide, from which it follows that if both the 
link and the slide rod shift in a vertical plane the concavity and 
convexity may neutralise each other and a straight link may serve 
to give the motion. Link motions prove to be rather complicated 
pieces of mechanism when any attempt is made to analyse them 
thoroughly, and therefore it may suffice to say that with a stationary 
link the lead of the slide is maintained constant under all changes 
in the position of the sliding block, whereas with the shifting IkJc 
the lead increases a little towards the central position. 

One advantage of the contrivance consists in the power which 
it gives to the engineer of regulating the supply of steam admitted 
into the cylinder. By moving the starting lever or its equivalent 
into intermediate positions the amount of travel of the valve is 
reduced at pleasure, for it is evident that no steam can enter the 
cylinder when the lever is half-way between its extreme positions, 
and that varying amounts of opening of the steam ports, increasing 
to the maximum value, will occur when the lever is pushed over by 
successive steps. 

We pass on' to describe other arrangements of reversing gear 
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which are now of considerable practical value, and shall confine 
the inquiry to certain principal forms, commencing with that 
patented by J* IV. Hackworih^ a.d. 18591 

OTHER REVERSING VALVE GEAR. 

178. It will be remembered that in working a slide valve by a 
simple eccentric, the motion is equivalent to that of a crank cp 
and connecting-rod p Q, the end p being carried round in a circle 
while the slide s reciprocates in a straight line. 



It is clear that a sufficient motion of the valve might be ob- 
tained if the point p were constrained to move in an inclined oval 
curve as shown in the diagram, the longer axis of the oval, viz. p/, 
making an angle with the line c q. 

This idea has been at the foundation of the class of inventions 
now to be considered, for it will be seen that there are many ways 
of getting such an oval, each of which has its advocates and is 
well worthy of consideration 

179. It is an elementary fact in geometry that, in the ordi- 
nary combination of a crank and connecting rod, as used in a 
direct-acting engine, any point in the connecting rod p q will, as 
the crank revolves, describe an oval curve in the plane cpq. 
This curve resembles a section of an egg, being rather more 
pointed at one end than the other, and is approximately an 
ellipse. 

In fig. (i) of the annexed diagram, the end Q of the connecting 
rod p Q is constrained to move along the line a b, pointing to c, 
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and a point r in the connecting rod, selected at pleasure, will de- 
scribe an oval as shown by the dotted curve. 

Taking the position of the connecting rod p q when p c Q is a 
right angle, it appears that if a b be turned about the point Q so 
as to take the position l m, or n t, the point q will, as c p revolves, 
move up and down the lines l m or n t, as the case may be, and 
the point r will describe an inclined oval curve such as that which 
we are seeking to obtain. It appears also that the direction of the 
longer axis of the ova depends on the direction of the guiding 
slot in which the point q moves. 

It only remains to connect one end of the valve rod with the 
point describing an oval, taking care that the other end moves in 



a straight line perpendicular to cq, and we shall have a conve- 
niently arranged valve motion which can be reversed by changing 
the direction of the guide as in figs. (2) and (3). 

180. Having premised these introductory observations, we 
turn to Hackworth’s specification, which states that on the main 
shaft of the engine and side by side with the driving crank there 
is placed an eccentric pulley, the extreme throw of which is directly 
opposite the extreme throw of the driving crank, while the throw 
of the eccentric must exceed the traverse of the valve. 
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Fig. 146. 





Valve Gear. 


287 

The annexed lecture diagram is taken substantially from that 
in the specification, c p being the crank which is the equivalent of 
the eccentric pulley, p q the eccentric rod, the end Q being con- 
strained to move in the vertical line c q, and the steam cylinder 
being horizontal. 

c B is the crank of the engine, terminating in the crank pin b, 
while B D is the connecting rod. The piston is now at one end of 
its stroke, and it will be seen that c b and c p point in opposite 
directions in a horizontal line. 

The valve, with its strap or spindle, is connected with a hori- 
zontal valve rod t r, jointed to the eccentric rod at the point R, 
which is preferably chosen so that q r = ^ q p, or nearly so. 

When the crank is on the dead centre, as in the diagram, the 
valve is thrown back by a space on the opposite side of CQ, 
which is equal to the lap plus the lead. 

In whatever position the bar a q may be held it is always 
capable of oscillating about the end a, and it follows that if c p be 
rotated about c, the end q of the eccentric rod p q will describe 
a small arc of the circle whose centre is a and radius a q, which 
is practically the same as if Q were constrained to move in a 
straight slot pointing to c. 

In this state of things the port will not open any farther for 
steam, but when c p and c b have each made half a revolution the 
valve will be moved back upon the other steam port by an amount 
equal to the lap plus the lead, and neither port will open for 
steam by a greater amount than that due to the lead of the valve. 

There are different contrivances for shifting the lever a q, as 
to which it is easy to arrange a convenient mechanism, and we 
shall now suppose that a q is shifted into the position l q, being 
still free to oscillate about the end l, which is the new position 
of A. It follows that during each revolution of c p the point Q wiU 
oscillate in the dotted line / w, which is approximately a straight 
line corresponding to l m in fig. 145, and as this line is inclined 
to c Q the point r will describe an oval whose longer axis is simi- 
larly inclined to c q. 

In order to make this clear the lever a q is shown in three 
positions in a separate diagram, and the corresponding oscillations 
of the point Q are indicated by the dotted circular arcs. 
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It is evident, from what has been premised, that a valve motion 
18 obtained by setting a q in the position l q, and it remains for 
us to show that the engine will be reversed by placing the lever in 
the position n q, which is equivalent to causing the point q to 
oscillate in the line n i instead of the line / m. 

Whether / m and « / be actually straight lines, formed by a slot 
in a block riding on a stud or pin, or whether they be approximate 
straight lines formed by small arcs of a circle, as in the main dia- 
gram, is only a question of construction. Both methods are fully 
set out in the specification, and we shall therefore assume that Itn 
and n t are straight lines. 

The main diagram shows the piston at the end of its stroke, and 
the present diagram is intended to show that the crank pin b has 



moved from b to b' in the forward stroke, at which time the 
piston will be near its middle position, the valve being open for 
steam and the piston moving to the right. 

Conceive now that the line /w, in which q moves, is shifted 
into the position nthy changing the position of the reversing lever 
from L Q to N Q. 

The effect of doing this will be at once to carry the slide to 
the left hand, thereby opening the steam port on the opposite side 
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of the piston and reversing its motion. In truth the joint of the 
valve rod marked t in the main diagram will be shifted from to e . 

Inasmuch as the valve is set back by an amount equal to the 
lap plus the lead when b c p is horizontal, and no motion is im- 
parted to the valve by shifting the lever a q into the positions l q 
or N Q, it is apparent that the lead remains constant for every 
position of a q, whether in the direction marked forutard or in 
that marked backward^ and hence, as stated by the inventor, the 
lead neifer varies. This is a prominent advantage secured by the 
forms of valve gear now under consideration. 

1 8 1. In order to appreciate from a general point of view the 
value of an oval curve in working a slide valve, the student should 
refer back to Arts. 103 and 104, where the crank of the eccentric, 
marked 0/ in figs. 78 and 79, is set back so as to make an 
obtuse angle ho/ with the line of centres, in order to allow for 
the lap and lead. It follows that when the main crank arrives at 
a dead point the slide valve will have completed the most rapid 
part of its motion (which occurs when h 0/ is a right angle), and 
its velocity will have begun to diminish. 

But it is just at this moment that the steam port is opening 
for the entrance of steam into the cylinder, when it is an advantage 
to quicken the motion of the valve instead of retarding it. 

It will be found, on applying the oval motion, that the point 
R, to which the valve rod is attached, is near the apex of the oval 
when steam is admitted, and that in passing round this apex the 
valve is shifted rapidly so as to com})lete the full opening for 
steam. It is one of the advantages claimed by the inventor that 
the valve opens quickly when the crank is passing a dead point, 
or when the engine is on the centre, as engineers exj)ress it. 

It is fully explained in the Elements of Mechanism that an oval 
curve is the result of combining in a regular manner two motions 
at right angles to one another, which are of proper amount and 
properly timed. It is further apparent that the point r is the 
recipient of two simultaneous movements at right angles to one 
another, the result of the combination being shown by the form of 
the oval. 

Taking one of these movements as occurring in c Q, and the 
other at right angles to c Q, it will be easy to trace the effect of 

u 
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each upon the valve and to find out when they tend to corroborate 
or when to neutralise each other. 

In this manner the valve motion may be subjected to a com- 
plete analysis. 

182. When the principle of a movement, such as that now 
under discussion, is well understood there will be no difficulty in 
suggesting modifications of construction. 



For example, it is obvious that if the point r in fig. 145 were to 
reside in p q produced, as in the annexed diagram, there would be 
no material change in the character of the ovals traced out by the 
point R. In fact, the principal difference consists in the power of 
obtaining an enlarged curve without increasing the length of the 
crank. 

As before, let the point q in the connecting rod p q be guided 
in the straight slots marked a b, l m, and n t, when a point r in 
p Q produced will, as required, trace out the ovals a by Im^ or n t 
In a patent of 1876, No. 4,246, Messrs. J. W. and A. Hack- 
worth described such a modification, and their specification states 
that by attaching the valve rod to the overhanging end of the 
eccentric rod there is obtained the advantage of giving a greater 
travel of the valve with either a smaller eccentric or less amount 
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of inclination of the changeable path, which has been called I m 
or If / in the description given above. Indeed, theyfrr/ claim of 
invention was obtaining ‘ increased expansion of steam through 
connecting the valve to the extreme end of the connecting rod.’ 
It was further claimed that there was an admission ‘ of a more 
equal charge of steam at both ends of the cylinder at all grades of 
expansion.’ 

It is further apparent that the virtual crank of the eccentric may 
coincide with the main crank instead of being opposed to it, 
regard being had to the necessary motion of the valve, and we refer 
to a diagram taken from the specification of a patent granted to 



Mr. R C. Marshall, the well-known engineer, in 1880, No. 4,185, 
where such a construction is set forth. The student may also 
refer to the specification of a patent granted in 1879, No. 2,138, 
to F, C. Marshall, on the same subject-matter. 

u 2 
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The sketch is taken from the specification No. 4,185, and 
shows the eccentric rod p Q R having the intermediate point q 
attached to the reversing lever a q, whereby the point Q moves in 
the small arc of a circle centred at a. 

The direction of this arc being inclined to the line c q, and 
the valve rod being attached to a point r in c q produced, it 
follows that the end of the valve rod will describe a small inclined 
oval curve such as is set out in the diagram. 

The specification No. 2,138 states that the valve used with the 
gear therein described ‘ is made dissimilar ended when connected 
direct to the eccentric rod, having, in the case of a valve with 
single exhaust opening, two steam openings at the end opposite 
the gear and one steam opening at that other end, and in the case 
of a valve with double exhaust openings three or four openings for 
steam on that end opposite to the gear, and two only at the other 
end.* This is a combination of an ordinary valve at one end and 
a gridiron valve at the other end. 


joy’s valve gear. 

183. In Joy’s valve gear, which has been adopted in some 
engines on the London and North-Western Railway and elsewhere, 
and is a most valuable invention, there is no eccentric, but the 
oval curve is derived from a single combination of link work, the 
direction of the longer axis of the oval being varied by changing 
the direction of a slotted guide. 

The first patent was granted in 1879, No. 929, and there have 
been other subsequent patents. 

The nature of the invention will be apparent from the diagram, 
which shows its application in a locomotive engine, c being the 
centre of the crank shaft, and b the crank pin. 

The end q of the connecting rod b q is constrained to move in 
the line c Q, while r e is a link jointed at R to the connecting rod, 
and attached at the end e to an arm or lever d e having a fixed 
centre of motion at d. Another link s t is jointed at s to r e, and 
carries at the point n a small sliding block which travels up and 
down in the curved slotted block / m. 

The valve rod x v is jointed at x to a point in s x, and at v it 
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is further attached to the valve spindle. There is provision made 
for changing the direction of im when it is required to reverse the 
engine. 

The precise arrangement of the working parts will be explained 
in the next article, the present description being merely introduc- 
tory. 

The three principal ovals are marked out by dotted lines. 

There is first an oval described by the point r, then there is 
an oval described by the point s, which shows a peculiarity often 



observed in the final curve on which we rely, viz. that one half is 
flatter than the other half. 

There is finally the curve described by t, which gives the re- 
quired valve motion. 

184. In order to set out Joy^s valve gear we proceed according 
to the rules stated in a short pamphlet written by the inventor* 
and to which the reader is referred for a more detailed account 

Let PQ c be the central line of the cylinder, c b the crank, b q 
the connecting rod, p q the piston rod, the positions of the 

crank, and b e, b'e those of the connecting rod, when the piston is 
at half-stroke. 

Select a point on the connecting rod such that its vertical 
vibration between the positions be and Ve (which is marked cdon 



Fig. 151. 
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the diagram) shall be about equal to c b, being preferably a little 
in excess of the length of the crank. 

Let R and z be the extreme positions of the point so selected 
when the crank is on the dead centres. Produce the vertical cd 
in both directions, and take a point e in cd produced such that 
the angle k £ z shall not be in excess of a right angle, being pre- 
ferably a little less. 

The link r e connects the points R and e as shown, and the 
link E D has a fixed centre of motion d at some convenient point 
in the framework of the engine. 

Taking the direction of the valve spindle line vt, which is 
horizontal on the diagram, mark off upon it a space T on one 
side of the vertical line d c produced upwards, which is equal to 
the required lap plus lead. 

On R E measure R s=§ cd, and join T s cutting dev in n. The 
point N will be the centre of oscillation of a curved link, which, by 
assuming different inclinations to devy causes the reversal of the 
engine. 

As the crank goes round, and the connecting rod oscillates, 
the point n travels up and down the curved link already referred 
to in the last article, and t describes the oval curve for which we 
have been seeking. 

The curved link or slot in which the pin n travels to and fro 
is indicated by dotted lines in the diagram which correspond to 
I m and n i in the Hackworth diagram. The curve of the link is 
a circular arc having t v as a radius. In the diagram the radius 
of the curve is marked by the line n o, which is equal and parallel 
to TV, and Mr. Joy states that the opening of the port beyond the 
amount given as lead is dependent on the amount of angular 
motion imparted to the curved link. Also that in this gear the 
* leads * and ‘ cuts off ’ for both ends of the cylinder and for back- 
ward and forward going will be practically equal, the opening of 
the ports being also as near as possible equal. 

VALVE DIAGRAMS. 

185. There is yet another matter connected with valves which 
should not be passed over, and that is the graphical method of 
representing the motion of a valve, as laid down by ZeuneVy who 
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has written an elaborate treatise on the subject We shall confine 
the inquiry to an elementary explanation of the so-called valve 
diagram. 

When the slide valve of an engine is worked by an ordinary 
eccentric, the motion of the valve is that due to a crank and con- 
necting rod ; but in practice the length of the eccentric rod is so 
much greater than that of the crank that we may, as a first 
approximation, conceive that the eccentric rod remains parallel to 
itself during the motion. On this supposition the position of the 
valve during each instant of the stroke may be set out in a simple 
form of diagram, giving the so-called curve of position of the valve. 

^ For example, let c be the centre of 

the circle adbe, described by p, the 
centre of an eccentric pulley. 

Draw the diameter acb, and let 
AB represent the whole travel of the 
valve. Draw p n perpendicular to a b ; 
then as p goes round in the circle the 
position of N will indicate the position 
of the valve. 

On AC describe a circle cutting 
c p in R, and join r a. Then in the 
triangles c R a, c n p we have c p=c a, 
and angle c r A=angle c n p, each being a right angle ; also the 
angle r c n is common to both triangles, therefore c r=c n. 

Hence if c p represent the crank of the eccentric pulley, and 
the construction in the figure be completed, the curve arc will 
give the position of n relatively to p at any instant. 

It follows that as p travels round the circumference of the 
circle adbe the two small circles drawn upon a c, b c as dia- 
meters are the curves of position of the slide valve. Thus when 
p comes to p' the line c r' represents the distance of the valve 
from its central position, or more accurately the distance of any 
point in the valve from the central position of the point in question. 

If the obliquity of the eccentric rod be taken into account, 
the curve of position of the valve can be set out in the manner 
following. 

Let c p be the crank of the eccentric, and p q the eccentric 
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rod at any instant With centre Q and radius q p describe the 
circular arc p r, and with centre c and radius c R describe the 
circular arc r s, cutting c p in s. Then the curve of position of 
the valve will be ascertained by setting out a sufficient number of 
points, such as s. It is given roughly by the dotted lines in the 



diagram, the small circles indicating, as before, the curve of posi- 
tion when the obliquity of the eccentric rod is neglected. The 
student will note that the dotted curve lies inside one small circle 
and outside the other. There is also a peculiarity in the shape of 
the curve near the point c, which cannot be shown on the scale 
of the diagram. 

186. So much being premised, we pass on to consider the 
method of setting out in a single diagram the movement of the 
valve corresponding to any given position of the main crank of 
the engine. 

Taking the case of a direct-acting engine, let x x' represent 
the centre line of the cylinder, and let b c a be the travel of the 
valve, the small circles being the curves of position as found in 
Artj 185. 

Disregard the lead of the valve, and let c e be the direction of 
the crank of the eccentric, when c b x is that of the main crank. 
Then c R is the movement of the valve from its central position, 
and is therefore equal to the lap of the valve. 

With centre c and radius cr describe the circular arc RQS ; 
then c R E is the direction of the crank of the eccentric at admis^ 
sion^ and cs^ is the same at cut-off. Also, if any line cqp be 
drawn from c it will represent the whole movement of the valve 
from its middle position, when the crank of the eccentric takes 
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the direction c p, and since c Q is equal to the lap of the valve it 
follows that Q p is the opening of the steam port for the admission 
of steam. 

In like manner, while the crank of the eccentric moves through 
^/ld we can set out the points of release and compression. Thus 
let c r be the inside lap of the valve; then the circular arc rq cor- 
responds to R Q, and just as p q shows the opening for steam %opq 
shows the opening for exhaust, the lines cl, c/indicating the direc- 



tions of the eccentric at the periods of release and compression 
respectively. 

As yet nothing has been said about the lead, the object being 
to explain the principle of construction of the diagram in its sim- 
plest form, but in the next article the lead will be taken into 
account 

187. It remains to modify the diagram, so as to make it more 
convenient for the solution of problems, leaving its general cha- 
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racter untouched What is really wanted is a method of recording 
the motion of the crank and the travel of the valve in a single 
diagram. 

As before, let x x' be the central line of the cylinder, and a b 
the travel of the valve, and let a b, d dT be at right angles. 

Let c R = lap of valve, 

RT = lead of valve. 

Draw T M at right angles to c a and join c m. Then, upon com- 
parison of this diagram with that in the last article, it is clear that 


D 



the angle m c d represents the angle by which the crank of the 
eccentric is advanced to allow for the lap and the lead. 

Hence angle m cd == angle of advance. 

Upon c M as diameter describe a circle which which will be one 
valve circle of the diagram. 

With centre c and radius c r describe the circular arc mits: 
}om cm and produce it to ; then a is the position of the main 
crank at admission. Also join c s and produce it to ^ ; then e is 
the position of the crank at cut-off. 
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In like manner we may deal with the points of release and 
compression, and trace the period during which the exhaust of 
steam is continued. 

For this purpose draw the second valve circle on c N, and with 
centre c and radius c r, equal to the inside lap, draw the circular 
arc ; then l is the position of the crank at release and / the 
same at compression. 

The respective openings for steam and exhaust at any time 
are represented by lines such as p q and / q. The steam port is 
always large enough to give the full opening as marked, but it 
often happens that the exhaust port is more contracted relatively, 
whereby the actual opening may be somewhat less than that set 
out in the diagram. 

Ex. I. If the travel of a slide be 4^ inches, outside lap 
= i inch, inside lap=sj inch, angle of advance=3o®, find the 
positions of the crank at admission, cut-off, release, and compres- 
sion. 

Referring to diagram (i) in fig. 156, we have CD=2j inches 



and angle MCD=3o°, also cr=i inch, whence the point m is 
found, and cma^ cs^ can be drawn. Also inch, whence 

crL, cj/ can be drawn, and it will be found that 

angle ac/? = 3® 36' 44", angle a = 123® 36' 44", 
angle a c l = 156® 22' 46", angle a c / = 36® 22' 46". 

Ex. 2. Given outside lapssi inch, lead=-^ inch, and greatest 
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opening of port to steam=i-jJ^ inch, show that angle of advance 
=35® 9', travel of valve=4^ inches, and that cut-off takes place 
when crank has described an angle 115° 51', or at 718 of stroke. 

Referring to diagram (2), draw a valve circle whose diameter is 

CQ + MQ = I -h 2-j^ inchcS. 

With radius c Q = i inch describe the arc m Q s. 

Draw c R T A such that r t = ; then a is the position of 

the crank when on the line of centres. 

Draw c D at right angles to c a ; then m c d is the angle of 
advance = 35® 9' by measurement. 

Draw c s which gives the position of the crank at the point 
of compression, and if be drawn perpendicular to ac produced 
we have a / = 718 of the stroke, and angle ac^=ii5® 51'. 

Here it will be necessary to quit our subject for the present. 
The object of the writer has been to point out the influence 
which the modern theory of heat has exercised on the practical 
construction of the steam engine, and to contrast the views 
entertained under the old and new doctrines. No one can be 
said to have a knowledge of the principles of mechanics who has 
not grasped to some extent the philosophy of the dynamical 
theory of heat, and an endeavour has accordingly been made to 
put forward, in a simple manner, many elementary propositions 
which are essential for the comprehending of that ideal heat 
engine which an engineer should always keep in view as some- 


thing to be aimed at though it can never be reached. 

T he m echanism and construction of the engine have been 
i nnrticulars ; the drawings have 


outside, l.,M iuside rea4. 


'Ejt'Smpl'eB Wlfr we 

inches, the angle of advance is 35®, the inside lap is 2^ inciivo, 
side lap is \ inch. Find greatest opening to steam, lead, and point of cut-off. 
Atts» Greatest opening = 2^ inches j lead = \ inch ; cut-off at ^ of stroke. 
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Ex. 2. Given travel of valve « 5 inches, outside lap*-} inch, inside lap«*^ 
inch, angle of advance » 20^, prove that the position of crank is at 


admission 2® 30' before line of centres 

cut-off 142 30 after ,, 

release 167 40 ,, „ 

compression 332 20 „ „ 


£x. 3. An engine has steam and exhaust ports each 3 inches wide, also 
inside lap — } inch, outside lap — | inch. Find travel of valve when the port 
just opens fully to exhaust ; find also the angle of advance when lead inch. 

Ans. Travel® 6^ inches ; angle of advance® 15® 37'. 

Ex. 4. Given width of steam port = 2*5, opening to steam® 1*5, outside 
lead® *25, opening to exhaust® 2 *5, travel of valve® 5, no inside lap, find 
outside lap and angle of advance, all the measurements being in inches. 

Ans. Lap® I inch, angle of advance =30®. 

Ex. 5. Given travel of valve =4 inches, angle of admission ® 3|®, cut-off 
at } stroke, release at *95 of stroke, prove that lead®^ inch, angle of 
advance® 39® 30', outside lap® i '176 inch, inside lap® *4728 inch ; also that 

angle of crank at cut-off = 104° 29' 

„ „ release ® 154 10 

„ ,, compression ® 306 49 

Ex. 6. Given travel of valve® 4 inches, outside lap=ij inch, inside lap 
J inch, angle of advance® 40®, prove that lead® *16 inch, also that 

angle of crank at admission... ® 5® 46', period of stroke® *0025 

„ „ cut-off ® 105 46 „ ® -6359 

„ „ release = 150 48 „ «*9364 

,, „ compression ® 309 12 ,, ='i839 

Ex. 7. Given travel of valve® 4 *6 inches, cut-off at i of stroke, exhaust 
opens when piston is from end of stroke, angle of advance ® 30®, prove that 

outside lap = *903 inch outside lead ® *247 inch 

inside lap ® *277 inch inside lead ® *873 inch 

Ex. 8. Given cut-off at ^ stroke, outside lap=i inch, lead®fg inch, 
prove that angle of advance = 36® 35' 21", travel of valve = 4 inches. 

Ex. 9. Given cut-off at *6 of stroke, compression at *85 of stroke, angle of 
admission ® 4®, width of steam port = i|^ inch, and greatest opening of steam 
ports ® f their area, prove that travel of valve ® 4} inches, angle of advance 
®4iJ®, lead® *128 inch, outside lap® 1*438 inch, inside lap® *17 inch, angle 
of release® 143®, angle of compression® 45 J or 134J, period of stroke at 
release® *9, period of stroke at admission® *0013. 



SUPPLEMENT 
ON GAS ENGINES. 


I. There are two numerical results connected with the theory 
of heat which are of the highest practical value. They are given 
in the Text Book, and are the following : — 

(1) By an expenditure of 772 foot-pounds of mechanical work 
me thermal unit of heat is produced. 

(2) In converting a quantity of heat into work the greatest 
amount of work which can by any possibility be obtained from a 
heat engine 

= X total heat, 

T -1-460 

where t and / are the temperatures on Fahrenheit's scale between 
which the heat engine (supposed to be perfect) is working. 

In applying these laws in the construction and management of 
heat engines, we begin by increasing the elasticity or pressure of a 
quantity of gas, such as air or steam, by heating it. Such heated 
gas is then passed into a cylinder and is expanded so as to do 
work. After a portion of its heat has been converted into work, 
the residue is expelled from the cylinder at a lower temperature. 

The first operation, then, is to obtain a supply of heated gas, 
and here we encounter losses at every stage. Thus in burning 
coal for the generation of steam there is a continual escape of heat 
by reason of the imperfections of the furnace, and by the discharge 
of heated products up the chimney. 

Again, there are difficulties to be overcome in forcing heat 
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through the shell of the boiler, and in conveying it into each 
individual particle of the water or steam. 

It would appear then to be a manifest advantage if the heat 
could be applied directly to the elastic gas without the intervention 
of any furnace or boiler. An idea or suggestion so obvious as 
this can hardly have failed to attract those who are in search of 
improvements, and, accordingly, numerous attempts have been 
made from time to time, in order to obtain an elastic agent by 
setting fire to a mixture of coal gas and air within the very cylin- 
der in which the piston of an engine is working. The neat deve- 
loped in the gas during the act of burning would be thus compelled 
to supply a source of energy in the closest contact with the moving 
piece to which such energy is to be transferred. 

No action can be more direct than this, and, in truth, it is the 
very thing which for centuries past has been done in a gun. 

When gunpowder is fired in a closed chamber the temperature 
of the gases rises to a little above 2,000° C., and in the case of 
guncotton the temperature of the gases is about twice that of gun- 
powder (Noble). 

The enclosed gases at these temperatures exert an enormous 
pressure, amounting in the case of guncotton of specific gravity 
*55 to as much as 70 tons per square inch, whereas with gun- 
powder of specific gravity i and fired in a closed vessel, the 
pressure would reach 43 tons per square inch (Noble). 

Pressures such as these, generated suddenly in a closed vessel, 
cannot be dealt with in the present state of our knowledge, except 
for the discharge of projectiles. They are not suitable for driving 
the piston of an engine. 

In order to adapt heated gas to the performance of useful work 
in an engine, we require (i) that its pressure shall not rise too 
suddenly, (2) that the intensity of the pressure shall be kept within 
reasonable limits. 

These conditions can be fulfilled during the burning of coal 
gas or of some form of carburetted hydrogen when mixed with air. 

2. Explosive mixtures of gas and air.— Simple hydrogen 
explodes when mixed with oxygen in sufficient proportions. Thus 

2 volumes hydrogen \ give a louder explosion than any other 
X volume oxygen ) proportionate admixture. 
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It is a fundamental fact in chemistry that water is composed 
of hydrogen and oxygen in the above proportion. 

For the purposes of an engine coal gas or some form of car- 
buretted hydrogen is preferable to pure hydrogen, and we may 
point out that, speaking generally, 100 volumes of coal gas contain 
Hydrogen , , , . . 50 volumes 

Marsh gas , • . • . 35 „ 

Carbonic oxide 
Carbonic acid 
Olefines 
Nitrogen 

Total 100 „ 

3. We now refer to experiments made in relation to the explo- 
sion of a mixture of marsh gas with air. 

The substance marsh gas is carburetted hydrogen (CH4) and 
it explodes when mixed with oxygen in sufficient quantity. The 
most violent detonation takes place when i volume of marsh gas 
is mixed with 2 volumes of oxygen. Thus — 

CH4 + 2O2 = CO2+ 2OH2, 

the result of the combustion is carbonic acid and water in the form 
of steam, and it is calculated that the pressure of the heated gases 
would rise to about 37 atmospheres. 

Since air contains ^ of its volume as pure oxygen, the marsh 
gas would require 10 volumes of air for perfect combustion, and 
there would be present 8 volumes of inert nitrogen, which would 
reduce the force of the explosion. 

Thus with I volume of marsh gas and 10 volumes of air the 
pressure of explosion is estimated at about 14 atmospheres. 

With a larger amount of air the explosion becomes weaker, 
and with 18 volumes of air the mixture does not explode at all, 
but burns with a pale blue flame round a taper immersed in it. 

It is matter of interest to find out (i) when there is just 
enough air for an explosion, and (2) when an explosion is arrested 
by the presence of too large a quantity of air. 

Experiments for ascertaining these limits were made in 1877 
by Coquillon (‘Journal Chem. Soc.* 1877, vol. i. p. 166), who 
tested mixtures of marsh gas and air with the following results : — 

X 
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Marsh Gas 
Volume 

Air Volume 


I 

5 

No explosion. 

I 

6 

First limit of possible explosion. 

I 

7 

Sharp explosion. 

— 

— - 

Ill 

I 

12 

Explosion weaker. 

I 

14 

Same. 

I 

15 

Same. 

I 

16 

Slight commotion, this being the last limit of 
explosion. The air is in excess. 


Similar results had been previously obtained when coal gas 
was mixed with air. There are limits of explosion in both direc- 
tions ; with too little air the mixture will not explode, and the 
same thing happens when the air is in excess. 

Thus Wagner found (1876) that ignition of a mixture of gas 
and air by means of an electric spark began at a proportion of 
mixture of i of gas to 5 of air, and ceased when the mixture was 
diluted in the proportion of i of gas to 13 of air. Ordinary 
illuminating gas requires for its complete combustion 6^3 volumes 
of air to i of gas. 

4. Pressures produced by the explosion of gas and 
air in a closed vessel. — Another point of inquiry is to ascer- 
tain by experiment the extent to which the elastic pressure of a 
mixture of gas and air is increased when the combustion or 
explosion takes place in a closed vessel. 

The first published experiments on this subject were made in 
1861 by Him, who employed mixtures of hydrogen or coal gas 
with atmospheric air. The explosion vessels were cylindrical, one 
having a capacity of 3 litres and the other of 36 litres.^ Taking 
a mixture of i volume of hydrogen with 9 volumes of air the 
pressure on explosion rose to 3*25 atmospheres, whereas the 
pressure, as given by calculation, would have been 5*8 atmo- 
spheres. The student will understand that the method of calcu- 
lation is the following ; — 

Conceive that we select a definite mixture of hydrogen and 
air. The burning of the hydrogen will give out a certain number 
of thermal units, and the product of combustion will be steam, 

1 1 litre - 6 j *024 cubic inches. 
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having a known specific heat and a known latent heat The rise 
in temperature of the contents of the vessel consequent on the 
explosion may, therefore, be estimated; and from the rise in 
temperature the increase in pressure of the gaseous products can 
be inferred. This rise in pressure would then be contrasted with 
that actually recorded by a pressure gauge attached to the vessel. 

Similar results were obtained with other mixtures of hydrogen 
and air, as well as with mixtures of coal gas and air. In all cases 
the observed pressures were much below those which theory would 
have led us to anticipate. 

In 1866 Bunsen made experiments (‘Phil. Mag.' 1867, vol. 
xxxiv. p. 489) wherein he used a very small explosion vessel, 
having a capacity of only a few cubic centimetres.* Also he 
passed the igniting spark through the whole length of the vessel 
in order to secure an instantaneous spread of the flame. His 
results supported those of Him, a similar difference between the 
calculated and observed pressures being established. 

In 1880 there were again experiments by Mallard and Le 
Chatelier, giving a large difference between the calculated pres- 
sures and those actually obtained. 

5. Dugald Clerk's experiments. — We pass on to the ex- 
periments of Dugald Clerk, whose paper on the subject is inserted 
in vol. Ixxxv. of the ‘ Proceedings of Inst Civ. Eng.' Here the 
mixtures of gas and air were exploded in a strong cast-iron 
cylinder, the internal space being 7 inches in diameter and 8J 
inches long. The explosion was produced by an electric spark, 
and the pressures were marked on the drum of a Richard's 
indicator, which was caused to revolve uniformly by a clock train 
driven by a falling weight, and regulated by a fly or fan. 

The revolving drum was enamelled, and a soft black-lead 
pencil attached in the usual way to the parallel motion marked 
on the drum a line which recorded the movement of the indicator 
piston. Also the drum itself rotated uniformly at the rate of i 
revolution in *3 of a second, and it followed that the position 
of a mark made by the pencil recorded also the time elapsed since 
the instant of explosion. 

Great care was taken in charging the vessel, the volumes and 
* I cubic centimetres *061024 cubic inch» 
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temperatures of the gas and air which were introduced being 
measured. The drum was then set in rotation, and, the spark 
being passed, a line was traced upon the drum which we propose 
now to examine. 

It has been found that in different towns the quality of coal 
gas varies, and Mr. Clerk has been careful to distinguish the gas 
accordingly. 

In this notice it will suffice to select a few prominent results 
as indicating the character of the curves. 

Thus : Taking Glasgow coal gas and air. 

Temperature before ignition =i 8® C. Atmospheric pressure 
= 147 lbs. 


Vol. Gas 

Vol. Air 

Greatest Pressure in 
pounds per sq. inch 
above Atmosphere 

Time elapsed after 
Passage of Spark 


7 

89 lbs. 

•07 second 


II 

63 lbs. 

•18 second 


13 

52 lbs. 

•28 second 


The curves corresponding to (a) (b) {c) are given below, and 
marked on the diagram. 



Fig. I. 


The gradual falling off in pressure, as shown by the curves, 
indicates the loss of elasticity due to the passage of heat through 
the walls of the cylinder. 

It is important to observe that in curve {a) the pressure rises 
rapidly to the full intensity, and then falls gradually by reason of 
the cooling action of the surface of the cylinder. 

Whereas in {b) the pressure reaches its greatest value more 
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dowly and is sustained for some little time before it begins to 
diminish sensibly in intensity. 

The same thing is shown in (^), and the explanation probably 
is that the complete combustion of the gas is retarded by the 
presence of an additional quantity of air. 

As before stated, a pressure curve, such as that under discus- 
sion, shows different results with the gas supplied in different 
towns. 

The practical point for consideration is, what proportion of 
air will give the best working pressure, and Mr. Clerk’s deduction 
from these experiments is that with Glasgow coal gas the most 
economical mixture would be i gas to 1 1 air, while with Oldham 
coal gas he would prefer to use i gas to 12 air. 

6. When hydrogen takes the place of coal gas and the mixture 
is strong in gas, the explosion is so sudden and the rise of pres- 
sure so rapid that the effect produced is that of a blow. 

Taking 2 volumes of hydrogen and 5 volumes of air, where 
the air contains just enough oxygen to combine completely with 
the hydrogen, the pressure rose to its greatest amount in x^th of 
a second. An action of this kind is unsuitable for the purposes 
of an engine. 

It further appears from Mr. Clerk’s experiments that when 
hydrogen is diluted with air in larger quantity the pressure rises 
less rapidly and becomes quite manageable, but it is less in amount 
than in the case of coal gas, and hydrogen is not at all a good 
gas to employ in an engine. 

7. Comparison between early and modern rifled 
guns. — It is interesting to note that the same principle of sus- 
tained pressure and less rapid action which has obtained in gas 
engines has been applied in parallel lines to the modem rifled 
gun. 

If gunpowder be exploded in a closed vessel and pressure 
gauges be provided to indicate the tension of the gas, we find ; 

(1) The same reduction of piessure from the cooling effect of 
the vessel. 

(2) The outline of the pressure curve varies considerably with 
different kinds of powder. 

That is to say, there may be a rapid rise of pressure to a great 
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height, the gas being formed suddenly and brought at once t6- 
the highest limit of pressure, or the pressure may, as it were, rise 
gradually, and be sustained for some little time at or near its 
greatest value, which is less in amount than when the rise in 
pressure occupied a shorter period. 

The improvements made in modern artillery have been based 
upon these observations, and a comparison of the old and modem 
systems will be readily presented to the eye in the form of a 
diagram, where (a) represents the outline of a 25-ton gun as it 
would have been made some 10 or 15 years ago, and (b) is the 
outline of the same 2 5 -ton gun as it is now made, the bore of (a) 
being 12 inches, and that of (e) being 10 inches. 

We are here quoting from a lecture given by Captain Noble at 
the Institution of Civil Engineers in 1884. 

31T0NS 
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Upon each figure is drawn a pressure curve, the starting-point 
being the base of the projectile before firing, as shown in dotted 
lines, the vertical line indicating pressures, and the horizontal line 
giving the position of the projectile for each pressure. 

There is also a curve of velocities, showing the velocity gene^r 
rated in the projectile during each instant of the motion. 


Pressures. 
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Taking gun (a), it appears that the pressure rises rapidly to 
31 tons per square inch, and falls along the expansion curve to 
v 6 ton. This is analogous to the explosion of hydrogen in a gas 
engine. 

The velocity generated is 1,180 feet per second. Gun (a) is 
not a breech loader, and on account of the sudden rise of pressure 
it becomes necessary to increase the thickness of the metal enor- 
mously around the powder chamber. 

In gun (b) (which is a breech loader) the pressure rises only 
to 17 tons per square inch, and falls to 5*2 tons, but the rise is 
more gradual, and the intensity is sustained as shown by the 
curve. Also the gun is much longer, whereby the velocity gene- 
rated rises to no less than 2,225 feet per second, which is nearly 
twice its former amount. 

Of course the velocity impressed is the important thing aimed 
at, as every student of mechanics will understand ; and here again 
we have an analogy to the modern gas engine, where coal gas is 
selected in preference to hydrogen, and air is mixed to nearly the 
full extent which is practicable in order that the combustion may 
be less rapid and the pressure more sustained. 

It appears that about twenty-five years ago our most powerful 
piece of artillery was a 68-pounder, throwing its projectile with a 
velocity of 1,570 feet per second (Noble), whereas now the weight of 
our guns is increased from 5 tons to 100 tons, and the projectile 
from 68 lbs. to 2,000 lbs., the velocities from 1,600 feet to 
2,000 feet, and the energies from 1,100 foot- tons to 52,000 foot- 
tons (Noble). 

8. The Lenoir engine. — patent for the Lenoir gas engine 
was applied for on February 8, i860. No. 335, by J, H. Johnson^ 
being a communication from abroad by y! E, Lenoir^ of Paris. 

The specification stated : — ‘ This invention consists in the 
application and use of an inflammable gas mixed with a proper 
proportion of atmospheric air and ignited inside a cylinder by the 
aid of electricity ; the expansion thereby produced acting upon 
the piston and imparting motion thereto, which motion may be 
transmitted in any convenient and well-known manner to a driving 
shaft.' Then it described the arrangement of insulated platinum 
wires, in connection with a battery, and so disposed that an 
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electric spark was produced at the right instant at either end of 
the cylinder, whereby the mixture of gas and air was fired. 

Subsequently the lighting was effected by a jet of gas and a 
slide conveying a small flame of gas into the’ cylinder. 

A general idea of the arrangement of the working parts will 
be obtained from the annexed diagram, where c b is the cylinder 
of the engine, p the piston, p q the piston rod, a r the crank, r q 
the connecting rod, and f the fly wheeL 



The actual working of the engine may be understood by com- 
paring together the remaining diagrams. Fig. 4 shows a hori- 
zontal longitudinal section through the axis of the cylinder, and 
also gives a vertical cross section through the cylinder. 

As the cylinder when at work attains a considerable tempera- 
ture, it is surrounded by a water jacket, shown in both sections, 
through which a supply of water is constantly circulating. 

The slide l m regulates the admission of air and gas into the 
cylinder, while the slide n t is concerned only with the exhaust 
of the waste products of combustion. These slides are pressed 
against the faces of the cylinder by springs not shown in the 
drawing. 

It will be observed that there is a gas inlet terminating in two. 
foiked branches r and which lead into gas orifices marked Oy b. 

There is also an air inlet communicating with the space a, 
which would form the exhaust passage in an ordinary steam 
cylinder, but is here applied for supplying air to the cylinder. 
The pipe p is covered, as shown, by a head or cap by which forms 
a sort of gasometer, and retains some gas which would otherwise 
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escape and which is drawn into the cylinder at the next stroke of 
the piston. 

The mode of working the engine is the following ; The piston 
travels a certain distance along the cylinder by reason of its con- 
nection with the crank and fly wheel, and in doing so acts as a 
pump to draw in a charge of air and gas at a pressure equal to 
that of the atmosphere. When the piston has performed about 
half its stroke, the charge is fired by the electric spark, and the 
stroke is then completed under the pressure of the enclosed gases. 
On the return of the piston the waste products in the cylinder are 
expelled into the open air. 

The patentee states that the slide l m opens the passage n to 
air entering from a, just before t comes into communication with 
the gas inlet o. Thus air enters first of all, and then comes gas 
and air which ‘both enter the cylinder but without becoming 
entirely mixed together, and will exist in the space behind the 
piston in distinct strata.^ This is what is said, but it would be 
rather difficult to prove it, and in this treatise no attempt will be 
made to deal with the subject of stratification of the charge, even 
if there be such a thing. The slide now closes the passage «, 
when an electric spark sets fire to the mixture, and the piston is 
driven to the end of its stroke. 

The products of combustion are got rid of by the slide n t 
working over the exhaust passage e. The manner in which this 
is done is precisely the same as in an ordinary steam engine, as 
wilT be apparent from the drawing, and it is therefore unnecessary 
to describe it. 

Towards the end of the specification we find the following 
passage : — ‘ The object of introducing a supply of air into the 
cylinder before the gas is allowed to enter is to neutralise the 
effect of the carbonic acid gas formed by the combustion of the 
inflammable gas, as the carbonic acid gas without being thus 
neutralised might prevent the ignition of the remainder of the 
inflammable gas.’ 

9. Some indicator diagrams taken from an early Lenoir engine 
are to be found in vol. 51 of 3rd series, ‘Journal of the Franklin 
Institute.’ One of the curves is set out in the diagram, which, 
however, is imperfect, inasmuch as no scale of pressures is given. 
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The atmospheric line is marked a b, and shows the stroke of 
the piston. The charge is drawn in at the atmospheric pressure, 
but the pressure of the mixture of gas and air falls to n lbs. 
above a vacuum or zero line just before explosion. It then rises 
in a steep, inclined line to 48 lbs., and the rest of the diagram 
tells its own tale. 

It is stated that the crank shaft makes 50 revolutions per 



minute, that the cylinder is 8f inches in diameter, the stroke of 
the piston being 16 J inches, and that engines of this type are sold 
at from ^ to 4 H.P. 

10. The Otto and Langen atmospheric gas engine is 

an engine of which large numbers were at one time made both 
in England and Germany, and which attracted a good deal of 
attention from the undoubted success with which it worked. It 
was the subject of a patent of 1866, No. 434, to C, D. Abel, In 
1875 Mr* Crossley, of Manchester, read a paper before the 
Institution of Mechanical Engineers, wherein he described the 
construction of the engine and the manner in which it operated." 

No doubt there were many valuable points about it, but being 
in truth, as its name implies, an atmospheric engine — that is, an 
engine with an open cylinder in which the piston is driven up by 
the pressure resulting from the explosion of a mixture of gas and 
air, and driven down by the pressure of the atmosphere, it is 
rather difficult, when the principles of the theory of heat have 
received full recognition, to understand how such an engine could 
continue for any length of time to occupy the first place. 

It is rather unsafe to state positively the lines in which 
mechanical improvement will advance, and it happened that Mr. 
Crossley, in the paper referred to, adduced a variety of reasons to 
show that engines of the Lenoir type, in which a mixture of ga3 
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and air contained in a cylinder delivers its energy after combus- 
tion in driving a piston connected with a crank and fly wheel 



Fig. 6. 


kfter the manner of an ordinary steam engine, were wrong in 
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principle and could never succeed because the effect is that of a 
blow and is not a sustained pressure. 

Then the argument advanced was that the Otto and Langen 
engine worked on the only true principle, viz. that of sustained 
pressure, and it did so in the following manner. The piston in an 
open cylinder is provided with a piston rod in the form of a rack. 
The piston is raised about ^ of the stroke, and sucks in an 
explosive mixture. The charge is then fired, the engine being 
really a gun which stands vertically with open mouth pointing 
upwards, the explosive compound of gas and air taking the place 
of a charge of powder, while the piston represents the shot The 
piston is free during its ascent — that is, it does not drive any of 
the mechanism of the engine, and the charge is not sufficient to 
force the piston out of the gun, but only to send it close up to the 
open end 

After explosion a partial vacuum is formed beneath the piston, 
which descends under the superior pressure of the atmosphere, 
the rack on the piston rod being now suddenly caused, by the 
operation of a friction clutch, to impart a sustained driving pressure 
to the fly-wheel shaft. 

It is not the purpose of the writer to describe this engine with 
particularity, but only to give a general idea of its action. 

The diagram shows the piston p, provided with a piston rod 
PR in the form of a rack, and working in the vertical open- 
mouthed cylinder a b, which has a water jacket as shown. 

It should be understood that s is the main shaft of the engine, 
and that although p r is always in gear with a spur wheel t riding 
on the shaft s, yet there is inside that wheel, and not shown in the 
drawing, a friction clutch whereby x runs loose on the shaft s 
during the whole upstroke of the piston, but is locked thereto 
during the whole of the downstroke. In other words, the piston 
is free during its ascent, but is a working piston during its descent. 

In the diagram the piston has been raised through about of 
the stroke, and has sucked in a charge of gas and air which is on 
the point of being fired by the slide l. 

The piston is raised through this space by the lever d h N, 
operated by an eccentric e h on the shaft e which is driven by 
spur wheels from the main shaft s. The end n of the lever d n, 
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whose fulcrum is at d, actuates a tappet at n upon the rod p 
and leaves p r free to ascend after the explosion. 

On the shaft e is a second eccentric, working the slide l by 
means of the rod shown in the diagram. 

These eccentrics, which are made fast to each other, are 
carried loose upon the shaft e, and are started and stopped as 
required by an arrangement of a ratchet wheel and catch or paul 
not shown in the drawing. A movement of the eccentrics takes 
place when it is wanted, and not otherwise. 

Outside the slide a small gas jet is kept burning, by means of 
which gas fed into a chamber in the valve is ignited, and at the 
right moment the opening of the chamber to the outside is cut off, 
and the flame therein is brought opposite the entrance to the 
cylinder and explodes the charge. 

The piston being then driven to the top of its stroke, and the 
wheel T being, during this time, in effect an idle wheel, it will be 
found that the products formed within the cylinder by the burning 
of the gas rapidly fall in pressure. 



I u The action within the cylinder will be made clear by an 
indicator diagram, which shows a sudden upward jump of the 
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pencil at the instant of explosion, and then a series of oscillations, 
given in dotted lines, from which the mean curve of pressure, viz. 
DE, is deduced. It thus appears that the pressure within the 
cylinder falls to ii lbs. per square inch below the atmosphere 
when the piston reaches the top of its stroke, and that the driving 
pressure in the return or working stroke, as recorded by e l, varies 
from 1 1 lbs. per square inch below the atmosphere to the atmo- 
spheric pressure itself, at about ^ of the stroke, as shown by the 
position of l. It averages 9 lbs. during the time of action, and 
on the whole there is a mean of about 7 lbs. per square inch effec- 
tive pressure during the period when the piston rack is driving 
the mechanism. 

It is admitted that engines of this type are necessarily limited 
to a small power, and Mr. Crossley stated that no attempt had 
been made to increase their size beyond that of a 3-horse-power 
engine. 

12. The Otto gas engine. — We have now to describe the 
Otto engine, as made by Crossley Brothers, which has established 
the efficiency and economy of gas engines. 

This invention was the subject of a patent granted in 1876, 
No. 2,081, to C. D, Abel for ‘improvements in gas motor engines* 
(a communication from abroad by N. A, Otto). 

The specification states that in gas engines, as previously con- 
structed, an explosive mixture of combustible gas and air was 
introduced into the cylinder and ignited, whereby there resulted 
a sudden expansion of the gases, and a development of heat, a 
great portion of which was lost by absorption. According to the 
present invention, a combustible mixture of gas or petroleum 
vapour and air is introduced into the cylinder, together with air in 
such a manner that the particles of the combustible mixture are 
more or less dispersed in an isolated condition in the air, so that, 
on ignition, instead of an explosion ensuing, the flame will be 
communicated gradually from one combustible particle to another, 
thereby effecting a gradual development of heat, and a corre- 
sponding gradual expansion of the gases. 

A drawing showed the cylinder and piston in section, together 
with a slide for the admission of gas and air. The piston on moving 
outwards from the bottom of the cylinder drew in air for a certain 
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space It then moved an additional space and drew in com- 
bustible gas and air. The whole contents of the cylinder were at 
atmospheric pressure as in the Lenoir engine. The charge was 
then foed by the action of a small external gas flame, and the 
piston was driven to the end of its stroke. On the return of the 
piston the products of combustion were expelled into the atmo- 
sphere and the operation was repeated as before. 

Then the patentee observes that, by this mode of operating, 
any shock which would result from sudden explosion is avoided, 
partly through the dispersion of the combustible charge, and 
partly because the first admitted charge of air which does not be- 
come completely mixed with the combustible charge acts as a 
cushion between this and the piston, and owing to the gradual 
development of heat and expansion of the gases there is compara- 
tively little loss of useful effect. 

Engines operating in this manner might be single acting, the 
return stroke being effected by the momentum of the fly wheel, or 
they might be double acting, a charge being introduced at each 
end of the cylinder. 

If the invention had remained at this stage it is probable that 
it would have attracted little attention, but the specification goes 
on to describe another and a different mode of working the 
engine which is of the highest possible value, and which forms, as 
the writer thinks, the real improvement disclosed in the specifica- 
tion. After a statement that the engine might operate with the 
gases at atmospheric pressure or compressed in any desired degree, 
there follows a description and drawing substantially the same as 
that annexed. salmR juro 

In this case the piston does not come close up to the cylinder- 
cover on its return after ignition, as in the engine first referred to, 
but a considerable space is left at the end of the cylinder which 
becomes filled with the residue of the products of combustion at 
about atmospheric pressure. As soon as the piston begins its 
forward stroke, air is drawn in, and afterwards gas and air. On 
the return of the piston the whole contents of the cylinder are 
compressed into the space at the end^ and the charge is then fired. 
The expansion drives the piston to the other end of the cylinder, 
then follows the exhaust, and the cycle of operations is repeated. 
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Referring to the drawing, the piston p is connected with a 
crank shaft, and the space between the dotted lines ^ is the 
length of stroke. 

c is a passage for the entrance of the charge, while ^ is an 
exhaust passage, leading in another direction, for the escape of the 
waste products of combustion, ca is a considerable space or 



clearance which is filled with the products of combustion at about 
atmospheric pressure when we commence to trace the working of 
the engine. The piston is driven by the fly wheel except during 
that particular stroke when there is explosion, and we propose to 
trace the operation of four strokes. 

(1) As the piston travels from a to the position marked by the 
dotted line air is drawn in, then follows a mixed charge of gas 
and air till the piston arrives at d, 

(2) As the piston returns from d to a the charge is compressed 
into the space c a, and may attain a pressure of (say) 40 lbs. on the 
square inch. 

(3) The charge is fired by a gas flame and drives the piston 
from a to d. 

(4) The piston returns from d to a, and expels part of the pro- 
ducts of combustion through E, leaving the space c a filled with 
the residue at about atmospheric pressure. 

The cycle of four strokes is then repeated, the piston being 
driven onwards always at the third stroke. 

The question arises, what is the new principle, or new idea, 
here developed ? No doubt it consists in the peculiar cycle of 
operations. Up to this time gas engines were worked by drawing 
in the charge during the first portion of a stroke and ^en firii^ 

Y 
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' it. Now, for the first time, the charge was drawn in at the first 
stroke, it was compressed at the second stroke, it was fired at the 
third stroke, and the residue was expelled at the fourth stroke. 

This method of working was new and original, but it was also 
founded on true mechanical principles, and formed an excellent 
illustration of a useful application of the law of inertia of matter. 
Suppose we have a small heavy wheel mounted on bearings with 
its axis horizontal. It will be easy to keep it revolving by a series 
of pushes or impulses with the open hand. In doing so, as the 
wheel revolves faster and faster, each impulse may recur at longer 
intervals, and the speed of rotation may nevertheless continue to 
be nearly uniform. 

So with the gas engine. The fly wheel of a small engine 
makes (perhaps) i8o revolutions per minute, at which speed the 
impulse of the burning gas may be given at intervals, but the 
rotation of the fly wheel may continue to be nearly uniform. We 
rely upon the inertia of matter to help us. 

13. But not only is the mode of working practicable when look- 
ing at the question from a mechanical point of view, but there is also 
the direct and positive gain of dealing with a charge of compressed 
gas and air instead of a mixture at or about the atmospheric pres- 
sure. The engine acts as its own compressing pump. To start 
at the instant of explosion with the compressed contents of a whole 
cylinder full of gas and air instead of the uncompressed contents 
of half a cylinder, is an advantage pretty evident to ordinary 
apprehension, and which may be made more clear by calcu- 
lation. 

Then also it is claimed that the residue of unburnt products 
remaining in the cylinder will act as a cushion to moderate the 
effect of the explosion upon the working piston. 

14. Having described in general terms the Otto engine as speci- 
fied, we pass on to give a particular account, with diagrams, of 
an Otto engine of half horse-power, recently furnished by Messrs. 
Crossley to the Normal School of Science as an example of the 
type of engine which they recommend at the present time. 

It will be convenient to commence with an explanation of 
the method of charging the cylinder with gas and air, then to 
discuss the arrangement for firing the charge, as well as the 
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method of getting rid of the waste products. Finally, the com- 
parative position of the slide and piston will be shown, the action 
of the governor will be explained, and a general view of the engine 
will conclude this notice. 

15. Charging: with gas and air.— As in the gas engine 
last described, a slide is employed for charging the cylinder and 
also for conveying a flame to the charge. Such a slide is a flat 
plate of metal, having certain passages, straight or curved, which 
are so different from anything seen in a steam engine, that con- 
siderable attention is necessary before the action of the slide will 
be understood. 

The annexed diagram shows a horizontal section through the 
cylinder with the piston p at the end of the stroke. The space 



c p is that portion of one end of the cylinder in which the charge 
is compressed and corresponds to za in fig. 8. There is also a 
horizontal side passage terminating in a valve v, which leads to 
an exhaust pipe through which the waste products are dis- 
charged. 

At the end, c, of the cylinder are three plates, the first marked 
inner cover as being nearest to the cylinder, the second being the 
slide itself, and the third being the outer cover. These plates are 
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shown separately in a perspective view, in order that the student 
may form a better idea of their appearance. 

The slide is faced on both sides and moves to and fro between 
the fixed covers, being operated by an eccentric as in a steam 
engine, but with this important difference, that the slide moves 
once to and fro while the crank shaft makes two complete revolu- 
tions. In other words, the slide makes two strokes while the 
piston makes four strokes. 

The general arrangement of the working parts being thus 
made apparent, we have to point out that the slide has to fulfil 
two functions, viz. (i) the charging, (2) the lighting, and since it 
is arranged that one-half of the slide is concerned in the first 
operation, and the other half in the second, it becomes convenient 
to discuss each operation separately. 

We refer now to fig. 10, which shows the slide and its covers 
fitted together, and fig. 1 1 gives other views in which each cover is 
placed at an angle to that face of the slide with which it is usually 
in contact, the object being to indicate the various openings and 
passages made in and through the slide and covers. 



It appears that there are three principal openings in the inner 
cover, viz. (i) the gas inlet b, (2) the air inlet d, (3) the port 
opening to the cylinder, marked c ; and inasmuch as it is necessary 
to charge the cylinder with both gas and air, it is obvious that 
passages must be contrived for conveying gas from b to c, and air 
irom D to c. 

We pass on to the sectional drawings, but the student should 
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continually turn back to fig. ii in order to trace the operation as 
completely as if he had the slide and covers before him. 

In fig. 1 2, (i) shows a vertical transverse section of the slide and 
covers taken through the gas inlet b. Within the material of the 
outer cover, which is a thick plate of metal, there is a curved 
passage r having two openings on the face of the cover. The 
bend r communicates by small ducts or perforations marked tf, 
with another passage a, shown in section, which leads immediately 
to c. The object of these perforations is to check or throttle the 
flow of gas, and to prevent it from entering the cylinder too 
rapidly. 

The gas having entered a, passes directly from thence to the 
cylinder, and at the same time becomes mixed with air. To 
make this clear we refer to fig. 12 (2), which is a horizontal section 



through the slide and covers taken on the level of c, the opening 
to the cylinder. Within the material of the slide is a curved 
passage d a c, having openings at d and c. The port d is the air 
inlets and when the slide is in the position shown, there is a free 
passage of air into the cylinder. At the same time, gas entering 
a by the perforations e can pass directly to c. 

In the Otto engine supplied by Messrs. Crossley to the Normal 
School, which is of half horse-power, there is no provision for 
admitting^ry/ a supply of air to the cylinder, and secondly a supply 
of mixed gas and air. On the contrary, the gas and air are admitted 
together from the commencement, and it is during the last part 
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of the admission that the charge becomes richer in gas, the object 
no doubt being to obtain a more combustible mixture at that end 
of the cylinder where the combustion flame enters. 

In the annexed diagram three positions of the slide are given. 
In (3) the slide is moving to the right and is about to open 
simultaneously both d and r to c. 

In (4) the perforations e have come opposite the chamber r, 
also D is fully open to c, and the result is that gas and air are 
both drawn into the cylinder. 



3 



Fig. 13. 


In (5) the slide now moves to the left, whereby the passage d 
becomes contracted, while e remains fully open. Hence the 
supply of air falls off, and the last mixture drawn into the cylinder 
becomes richer in gas, and therefore better adapted for accepting 
and carrying on the flame of ignition which lights the charge. 

16. Firing the charge. — We proceed to describe the 
method of firing the charge in the cylinder, and refer to fig. 14, 
which gives a vertical transverse section through the slide and 
covers, and should be compared with the complete drawing in 

fig. II. 

The chimney m is shown in section, and at the base thereof is 
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a small jet of gas j, kept constantly burning, and called the slide 
light. 

The slide is at one end of its stroke, and has the forked 
passage f in such a position that the lower branch of the fork is 
opposite to the air passage h, and the upper branch communicates 
with the base of the chimney. 

It is to be noted that the single opening f, in which the forked 
passage terminates, is on a level with c, the opening into the 
cylinder. 

On the side of the outer cover is a passage marked the 
general arrangement of which is better seen in fig. ii. This 
to a supply of gas passing along a pipe 
marked '‘gas inlet^^ the object being to 
keep ff filled with gas, and ready to 
supply the chamber f, so as to support 
a flame of gas burning therein. 

The passage marked aagg, formed 
by the meeting of two cylindrical passages 
a a, gg, performs a double office, as will 
be explained hereafter. At present we 
regard it as allowing gas to pass freely 
from the gas inlet / to the interior of the 
chamber f. 

The gas, on entering f, is carried by 
the draught of the chimney to the lighted 
flame, or slide light j, and begins to bum, 
air being constantly supplied from below 
at H, whereby the chamber f is filled 
with the flame of lighted gas. 

The gas, filling f, is readily lighted when the slide is in the 
position shown, and the object will be to keep the flame alight. 
In order to do so it will be necessary to supply f with both gas 
and air up to the last moment before the ignition of the charge. 

The annexed diagrams, marked (2) (3) (4), are horizontal sec- 
tions through the slide and covers, taken on the level of the lower 
edge of the opening c. 

In (2) the cylinder is receiving its charge, while F is becoming 
filled with the flame of burning gas. 


passage is freely open 


M 
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It is particularly important to note the position of the passage 
a a with reference to the passage //. Both these passages are 
shown by dotted lines, because they do not appear in the section, 
by reason of their lying on a different level, but they play their 
part notwithstanding. 

Also (2) shows that a a is open to //, which means that gas is 
entering f freely. 

In (3) a a has just passed beyond //^ at which time no more gas 
can enter f, and the flame within that chamber would soon die 



Fig. 15. 


out ; it will, however, keep burning during the brief interval 
occupied in carrying f across the space marked by the dotted 
lines ccBxid hh^ after whiph f opens to c and the charge takes 
fire. 
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In (4) the passage f is fully open to c, and the slide is at the 
end of its motion towards the left-hand side of the diagram. 

The diagrams (5) and (6) serve to explain a matter of con- 
siderable importance. 

On turning back to fig. ii the student will observe a small 
hole or perforation in the inner cover marked and the question 
would be asked, what is the object of this perforation? Upon 
careful examination it appears that the opening m is continued 
through the cover and leads direct into the cylinder. It, there- 
fore, forms a small aperture into the cylinder, and is ordinarily 
closed by the face of the slide. 

But ^ is on a level with a and in one position of the slide 
it will lead directly from the interior of the cylinder to a a. 



Fig. 16. 


(5) shows an elevation of the inner cover, and (6) is a sectional 
drawing corresponding to (3). 

In the state of things shown in (5) and (6) the passage m is 
just on the point of opening into a and it will do so before the 
edge of F passes the edge of c. 

At this time the burning mixture of gas and air in f is at the 
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pressure of the atmosphere, while the charge in the cylinder is 
probably at about 40 lbs. pressure. It follows that if f were 
opened directly to c the sudden pressure of the gases in the 
cylinder would drive the flame back from the opening, and the 
lighting of the charge might fail. 

But, according to the arrangement under discussion, m opens 
to a a before f opens to c, and as a consequence thereof the 
pressure of the contents of f is brought up to 40 lbs. by the 
entrance of gas and air from the cylinder, first through the 
passage m into a a, and then through into f. The result is 
that at the instant when the full opening is made from f into c 
there is an equilibrium of pressure in both f and c, and the 
lighting of the charge is safely carried out. 

17. The exhaust. — It has been explained that upon each 
alternate return stroke of the piston an exhaust valve is opened 
which allows the greater part of the waste products to escape into 
the atmosphere, but leaves a residue in the end of the cylinder. 



Fig. 17. 


An exhaust valve, marked v, is indicated in fig. 9, and we 
have now to describe its operation and the method of working it. 
It will be remembered that the exhaust -takes place through a 
branch passage leading out at right angles to the axis of the 
cylinder. 

The annexed drawings show two vertical sections through the 
valve v, that on the right being parallel to the axis of the cylinder, 
and the other being transverse to it. 
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The valve v has a spindle v b provided with a collar at b, 
which is attached to the spindle by means of a pin. A spring s 
abuts against b at one end, and against the valve casing at the 
other end, and retains the valve closed except when b is lifted by 
external pressure. 

In order to lift the valve a cam p, keyed upon the shaft x, 
depresses the end d of a bell crank lever d a h, and thereby raises 
the end h of the arm a h. As soon as the cam p has passed 
under the roller d the elasticity of the spring comes into play, and 
the valve is closed, as shown in the sketch. 

1 8 . Regulator for supply of gas. — The pendulum governor 
of Watt is applied to the regulation of the engine, but its action 
is different from that in a steam engine, inasmuch as its function 
is not to control the rate of supply of gas by opening a valve in a 
greater or less degree, but simply to determine whether the cylin- 
der shall receive a fresh charge, or whether for one or more com- 
plete double revolutions of the fly wheel the charge of gas shall be 
entirely cut off. 

The drawing is taken from an end view of the engine, showing 
the slide in position as worked by a slide rod attached to a crank 
pin E at the end of a revolving shaft. The gas supply comes 
through a pipe on the right hand, provided with a stopcock, and 
having a valve v, closed by a spring, which controls the admission 
into the cylinder. The governor balls act upon a sleeve connected 
with the short arm of the lever a c d, whose fulcrum is at c, and 
which is provided with a vertical rod dt, hinged at d, and carrying 
a projecting piece marked t. On the slide is another projection, 
marked s, and when s and t are opposite each other it is apparent 
that a sufficient movement of the slide to the right hand will cause 
s to strike against t, and to push it to the right, thereby opening 
the valve v, and allowing the charge of gas to enter the slide, and 
so to pass on to the cylinder. 

When the engine is at full work this would happen at every 
alternate forward stroke of the piston, and if the speed is accele- 
rated, so that the balls rise higher, the end a of the lever a c D 
rises also, whereby t is depressed below s, and no gas is admitted 
into the cylinder. 

When the rate of revolution of the balls returns to the normal 
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state, it^is apparent that Twill come opposite to s, and that a 
mixed charge of gas and air will again be drawn into the cylinder. 

If T were allowed to rise above s, there is nothing to bring it 
down again, and the engine would stop. . 

The cone on the top of the governor is a load which rests on 
a shoulder upon the spindle. The slowest working-rate of the 
engine would just suffice to bring the sleeve in contact with the 



base of the cone, in which case the stop s would be exactly 
opposite to T. 

If the balls tended to open still further, they could only do so 
by raising the heavy cone, and it follows that a considerable rate 
of increase in the speed of the engine will be necessary before T 
can be lowered sufficiently to fall below s, or before the supply of 
gas is cut off. 

There are thus two rates of speed between which the engine 
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can work in the usual manner. If the highest limit be exceeded, 
the cone is raised and the gas cut off, which soon brings down the 
rate, whereupon the supply of gas is automatically renewed. But 
there is no automatic recovery at any speed below the lower limit, 
or the engine will not work at less than a definite rate determined 
beforehand by the position of the governor balls. 

19. Working of the engine. — The annexed diagram taken 
from the ga^ engine under consideration is intended to show the 
positions of the piston and crank at certain periods of the working, 
and at the same time to record the corresponding positions of the 
slide. 

Taking the diagrams in regular order, we find in (i) that the 
slide is just about to admit the mixed charge of gas and air into 
the cylinder, the piston being near the end of its stroke, and the 
crank about to pass a dead point. This state of things is marked 
charging begins. 

In (2), the crank is pioceeding onwards, the charging is in 
full operation, and the slide is admitting the charge of gas and air 
freely into the cylinder. 

In (3), the crank has passed the dead centre and the piston is 
beginning to return, whereupon the slide diagram shows that the 
end of the cylinder is closed and that compression has begun. At 
the same time the slide is beginning to assume the position neces- 
sary for firing the charges. 

In (4), the slide has arrived at the point of its stroke where 
firing begins, and it will be seen that the piston is just approach- 
ing the final limit of its movement towards the left hand, the 
space into which the compressed charge of gas and air is forced 
just before the instant of firing being indicated by the hollow 
spaces under the word compression. 

In (5), the mouth of the cylinder is again closed and the charge 
pent up becomes expanded and heated so as to urge the piston 
onwards and cause it to complete the working stroke. When the 
piston arrives at the position shown in the sketch, the exhaust valve 
commences to open, as may be clearly seen by inspecting the 
indicator diagram given in a subsequent article. 

20 . Plan view of the Otto engine.-— The annexed full- 
page diagram presents a general view of the complete engine now 
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under examination, which is technically an engine of ^ H.P., and 
which may, as stated in a circular by the makers, be enlarged up 



to 12 H.P. Twin cylinder engines of the same type are also 
furnished which indicate 40 H.P. 
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We are now referring to a plan view of the engine, which shows 
a horizontal cylinder attached to a framing and having a crank 
and connecting rod together with a crank shaft and fly wheel 
arranged as indicated. 

It appears from the previous drawings that the piston is a 
hollow trunk having guides of some length, and linked to the 
crank by a connecting rod as in an ordinary trunk engine. 

The crank shaft carries a driving wheel marked (i) gearing 
with another bevel wheel marked (2) having double the number of 
teeth. This latter wheel is keyed to a shaft for working the slide, 
the object being to reduce the motion of the slide relatively to 
that of the piston and to cause the slide to make only two strokes 
while the piston makes four strokes. This reduction of motion is 
a fundamental characteristic of the Otto engine. 

The slide is actuated by a slide rod shown in the diagram, one 
end of the rod being attached to a pin, placed eccentrically on the 
end of the driving shaft. 

The position of the exhaust valve is also marked, as well as 
the position of the governor, and the mechanism for operating 
the exhaust valve is indicated. There is a lubricator, having a 
mechanical feed for distributing oil to the slide and working parts. 
The lubricator is kept working by a small strap running upon the 
shaft used for working the slide, and there is a gaspipe shown for 
admitting a supply of gas to the slide and cylinder ; a pipe for 
circulating water would appear in the drawing, but this, together 
with other minor fittings, has been omitted in pursuance of the 
intention to give a general conception of the arrangements and 
principal working parts of the engine. 

21. Indicator diagram of the Otto engine. — The draw- 
ing is a copy of an indicator diagram taken from the engine 
already described. 

The atmospheric line, which is also the line of volumes, is 
marked c b, and it is apparent that the volume of the clearance is 
represented approximately by the distance between the vertical 
line marked ignition and the line of pressures CD. The hori- 
zontal full line therefore represents the stroke of the piston, which 
is 9 inches. 

The charge of gas and air is drawn in at atmospheric pressure 

z 
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by the forward stroke of the piston ; it is then compressed to about 
35 lbs. above the atmosphere, as shown by the line be. At this 
point ignition takes place, whereby the pressure is carried up to 
150 lbs., the behaviour of the gases during expansion being shown 
by the line marked expansion^ the rapid slope at the end indicating 
that the exhaust valve has begun to open. 



Then comes the exhaust at atmospheric pressure, whereby the 
indicator pencil runs along the horizontal line and returns again, 
retaking in a fresh charge as shown by the arrow vertically under 
the point e. 

While this card was being taken the fly wheel was making 180 
revolutions per minute, and the length of stroke of the piston being, 
as stated, equal to 9 inches, and the diameter of the cylinder 
being 4^ inches, it is easy to calculate the indicated horse-power 
from the diagram. 

This has been done, and it appears that the mean effective 
pressure on the piston =60 *9 7 5 lbs. 

Hence I.H.P. 

33,000 

=2 H.P. very nearly. 

22. Fittings of the engine. — There are certain fittings 
which we proceed to describe by reference to the engine of ^ H.P. 
Taking, first, the supply of gas, it will be found that precautions 
are necessary in order to prevent the disturbance produced by 
successive explosions from extinguishing or making unsteady other 
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lights in the building which are fed from the same pipe as that 
which supplies the engine when at work. 

For this purpose the gas passes through a regulator valve and 
a gas bag before it reaches the engine. If it be desired to measure 
the quantity of gas consumed, a meter may be placed between the 
main pipe and the regulating valve. A |-inch pipe will suffice 
for the engine, and a small pipe with two branches may feed the 
slide light and the passage marked gas inlet in fig. 1 1, the function 
of the latter inlet being to supply //with gas. 

Another fitting is an air valve, which is a cylindrical box, open 
at the base, 7 inches in diameter and 8 inches long, terminating 
in a neck leading to the air inlet in the inner cover marked D 
in the drawings. The cylinder is divided by five transverse plates 
having i;J-inch holes alternately in the top and bottom of each 
plate. 

There is also the exhaust pipe, which is inches in diameter, 
and passes first into a strong cast-iron cylinder 5^ inches in 
diameter and 16 inches long, after which it leads on to a cylindrical 
box 10 inches in diameter and 14 inches deep, filled with beads 
or small pebbles, whereby the noise caused by the escaping gases is 
reduced as much as possible. The jacket surrounding the cylinder 
must be supplied with circulating water, which is here provided 
by a |-inch pipe and regulating tap, the escape pipe being the 
same size as that for the supply. 

The starting of the engine is a simple matter. The sleeve of 
the governor is raised and supported by a catch, the object being to 
bring t opposite to s in order that the cylinder may take in a 
charge of gas together with air. The gas is turned fully on, the 
slide light is set burning, and three or four rapid turns are given 
to the fly wheel, which are generally enough to commence an 
action in the cylinder and to start the engine. 
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QUESTIONS AND EXAMPLES, CHIEFLY NUMERICAL, TAKEN FROM 
THE SCIENCE AND ART EXAMINATION PAPERS. 

1. A Steam engine at the mouth of a coal pit is employed in com- 

pressing air to a density of four atmospheres, this compressed 
air at once acquires a high temperature, and for convenience is 
cooled with water down to 6o® ; it is then conveyed in a pipe to 
the bottom of a pit and along one quarter of a mile horizontally, 
where it is set to work an engine similar to the ordinary non- 
condensing engine ; the air when liberated produces a freezing 
atmosphere all round. Will you explain the above by referring 
to natural laws ? (Science Exam. 1869). 

2. What are the chief constituents of coal, and their average relative 

proportions, for which the engineer has to provide in the con- 
struction of furnaces ? Draw a comparison between what the 
engineer has to do, as compared with the gas-maker, in the using 
of coaL (1869.) 

3. What is meant by capacity for heat ? The capacity for heat of 

mercury is *033 ; how much, at the temperature of 240®, will be 
sufficient to raise 12 lbs. of water from 50° to 58®? (1867.; 

4. Define the duty of a steam engine. What is the duty of an engine 

which bums 2*2 lbs. of coal per indicated horse-power per hour ? 

(1874.) 

5. How has the work done in raising the temperature of a pound of 

water through one degree been ascertained ? A pound of coal 
gpves out during combustion 12,000 units of heat ; how much 
work in foot-pounds could be done by burning a pound of coal 
if there were no waste ? (1873.) 

6. If steam were admitted into a cylinder at a pressure of 15 lbs. and 

a temperature 212® F., and were expanded to a temperature of 
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100® F what is the greatest amount of work which could be done 
according to theory ? Prove the formula. (1878.) 

7. An air engine takes in heat at a temperature of 300® F., and gives 

out heat at a temperature of 50® F. ; find theoretically the amount 
of work which it could do if certain conditions were capable of 
being realized. State these conditions, and draw the indicator 
diagram of the engine. (1877.) 

8. A steam engine of the beam order of construction, having the 

steam cylinder at one end of the beam and a lifting pump at the 
other end, the pump being 24 inches in diameter, is employed in 
pumping water from a dock to a height of 50 feet, the performance 
of this duty requiring the whole power of the engine. Circum- 
stances have arisen that require the engine to raise water 200 
feet, and a smaller pump has been placed in the centre between 
the fulcrum of the beam and the original pump, so arranged 
that either pump may be used as required ; what should be the 
size of the new pump so as to make available the full power of 
the engine? (1872.) 

9. Water has to be raised from a mine at two different levels, namely, 

fifty and eighty fathoms ; from the former thirty cubic feet, and 
from the latter fifteen cubic feet per minute. What power of 
steam machinery will be required, assuming the modulus of the 
plant to be ? (1872. 

10. Obtain a formula for determining the weight of water which must 

be mixed with a given weight of steam, in order that the mixture 
may be reduced to water of a given temperature. What weight 
of water at 60° F. must be mixed with 20 lbs. of steam, at atmo- 
spheric pressure, in order to produce water at 120® F. ? (1868.) 

The formula is obtained as follows ; — 

Let X lbs. of steam at a temperature t be injected into y lbs. of 
water at a temperature and let the resulting temperature of the 
condensed steam and water be T. Also let h be the number of units 
of heat in steam at a temperature /, reckoning from zero of the 
Fahrenheit scale. 

Then the steam loses ;r (H— t) units of heat, and the water gains 
y (t - tmits of heat. 

r (H-T)«^ (T- 0 - 

Ex. Here :r = 20, /«2i2, T«i2o, H- 1178*6, /'=*6o, 

(120 -60) = 20 (1058*6). .'.^ = 352*87 lbs. 

11. Describe the arrangement of the condenser and air-pump of a 

condensing engine, and the valves connected therewith. The 
temperature of the iniectiou-water is 60®, the steam enters the 
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condenser at a temperature of 212®; the water pumped out of 
the condenser is at a temperature of no®; what weight of 
injection-water must be supplied for each pound of steam 
which enters the condenser? (The latent heat of steam at 
212® is 966-6.) (1870.) 

12. How much water should you allow for the condensation of each 

cubic foot of steam at 212° during the working of an engine? 
What quantity of water is required to obtain one cubic foot of 
steam at 212®? (1876.) 

13. A pound of steam at 212® F. is passed into 20 lbs. of water at 70® 

F., what is the temperature of the water at the close of the 
operation ? (1878.) 

14. If a pound of water at 212® be mixed with x pounds of water at 

60®, what is the value of jr when the resulting temperature is 100®? 
Again, if a pound of steam at 212® be mixed with ^pounds of 
water at 60®, find y when the resulting temperature is 100®. 
Account for the difference between x and^'. (1876.) 

15. A jet of steam at 210® F. is passed into an open beaker containing 

a strong solution of a salt (say nitrate of soda) in water. The 
solution presently boils ; its temperature is then tested by a ther- 
mometer, and found to be several degrees above the temperature 
of the steam which heated it. Account for this fact. (1874.) 

16. The degree of saltness of the water entering the boiler is read 

off as 5^5, and that of the water in the boiler is kept at ^ ; the 
temperature of the feed- water is 100®, and that of the water in 
the boiler is 248® ; what percentage of the total heat given to 
the boiler is wasted by blowing off? (The total heat of steam 
at 248® is 1 1 89-4.) ( 1 870.) 

17. Describe the safety valve. If a circular inch be allowed on the 

area of a safety valve for every 20 square feet of heating surface, 
what must be the diameter of a valve for a boiler whose heating 
surface is 1,200 square feet ? (1868.) 

18. The steam cylinder of a trunk engine is 60 inches in diameter, and 

the trunk is 24 inches in diameter. What is the diameter of an 
ordinary steam cylinder of the same effective area ? (1872.) 

19. A safety-valve has an area of 5 square inches, and is intended to 

open when the steam has a pressure of 60 lbs. per square inch. 
Make a pen-and-ink sketch of such a safety-valve, use a lever to 
hold it down, place a weight on the end of the lever in the 
proper position, give the length of the lever from the fulcrum to 
the centre of valve, and to the centre of the weight ; give the 
weight in pounds* Work the question out in arithmetic. (1870.) 



Appendix, 343 

20. The area of a piston is 4,476 square inches, and the diameter of 

the piston rod is Jth that of the piston : find it, (1868.) 

21. The crank of a steam engine is 2 feet long, and the mean tangential 

force acting upon it is 17,000 lbs. What is the mean pressure of the 
steam upon the piston of the engine during each stroke ? (1876.) 

22. Show, with a sketch, the method of fitting a safety-valve to a loco- 

motive boiler. The safety-valve is 5 inches in diameter, and the 
bearing faces are inclined at 45® to the axis of the valve. What 
sliould be the lift, in order that the available opening for the 
escape of steam may be ^ of a square inch ? (1870.) 

23. The stroke of the piston of an engine is 24 inches, and the dia- 

meter of the driving wheel is 8 feet ; v^hat is the mean velocity 
of the piston when the engine is running at 40 miles an hour ? 

{1872.) 

24. The safety-valve on the boiler of a locomotive is held down by 

a lever and spring; sketch the arrangement. A safety-valve, 
4 inches in diameter, is constructed so that each pound of 
additional pressure per square inch on the valve corresponds to 
1 lb. pressure on the spring. What are the relative distances of 
the spring and valve from the fulcrum of the lever ? After the 
valve is set, how much additional pressure per square inch will 
be necessary in order to lift it ^th of an inch, the spring 
requiring 10 lbs. to extend it i inch ? 1871.) 

25. In a direct-acting horizontal engine the lengths of the crank and 

connecting rod are i and 5 feet respectively. How far is the 
piston from the middle of its stroke when the crank is ver- 
tical? (1875.) 

2C. A surface condenser consists of 1,000 brass tubes each, 6 feet long, 
and J inch outside diameter. What amount of cooling sui^ce 
does this give ? Supposing that such a surface condenser is to 
be fitted to an engine, what pumps, valves, &c., would be re- 
quired? (1875.) 

27. A safety-valve is 2^ inches diameter on the steam side, the lever is 

17J inches long, and the distance from the fulcrum to the valve 
is inches. What weight should be hung at the end of the 
lever in order that the steam may blow off at 30 lbs. pressure ? 

(1875.) 

28. Explain the importance of balancing the cranks in a locomotive 

engine. The leading wheel of an engine is 3J feet in diameter ; 
what would be the pull on the centre of the wheel caused by an 
unbalanced weight of 9 lbs. upon the rim when the engine was 
running at 50 miles an hour ? (187a) 
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29. In the old-fashioned wagon boiler a verticj J open tube, called a 

stand-pipe, passed through the shell of the boiler, and dipped 
below the surface of the water inside. If the steam pressure in- 
side the boiler were 4 lbs. per square inch, at what height would 
the water stand in the pipe ? (1870.) 

30. A cylindrical boiler, with flat ends, is 30 feet long, 6 feet in 

diameter, and has two internal flues, each 2J feet in diameter. 
The pressure of the steam in the boiler is 40 lbs. on the inch ; 
what is the whole pressure on the internal surface, in tons ? 
How is the strength of a cylindrical boiler related to its dia- 
meter, the material being unchanged ? (1870.) 

31. In a direct-acting engine the diameter of the cylinder is 17 inches, 

and the mean pressure of the steam is 60 lbs., the crank being 
12 inches long : what is the mean pressure on the crank in the 
direction of its motion ? (1878.) 

32. Taking a direct-acting engine, and disregarding the effect of 

obliquity of the connecting rod, you are required to assign the 
proportion of lap to the travel of the slide valve, in order to cut 
off steam at f of the stroke. (1878.) 

33. Give a description of the reverse-valve. If kept in its place by a 

weight of brass, what must be its thickness that it may be opened 
when the pressure of steam within the boiler is if lbs. below the 
atmosphere ? The weight of a cubic foot of brass is 525 lbs. 

(1868.) 

34. The mean steam pressure on a piston being 26 lbs. above the 

atmosphere, and the mean vacuum pressure 13*5 lbs., what is the 
force exerted on a piston of 63 inches in diameter, and what 
would have been the force if the engine bad worked without 
condensation of steam ? (1866.) 

35. The crank of an engine is 3 feet 6 inches, and the connecting rod 

9 feet long. Find the angle which the crank will make with 
the vertical when the engine is at half-stroke. (1866.) 

36. The pressure of steam upon a piston is 40 lbs. per square inch, the 

resistance from imperfect condensation is 3 lbs. per square inch, 
the length of stroke is 10 feet, and the steam is cut off at f of the 
stroke. Calculate the number of units of work done upon each 
square inch of the piston, and give the numerical result (log. 5 
being 1*60944). Find also the load per square inch, and the 
position of the piston when the velocity is greatest. (1876.) 

37. Describe an equilibnum valve. The upper side of an equilibrium 

valve is 9 inches in diameter, and the lower side 8 inches ; find 
the power necessary to lift it when the pressure of steam is 16 
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lbs. above that of the atmosphere if the space between the upper 
and lower valves be a vacuuno. (1867.) 

38. What is a circular inch ? A safety valve 7 inches in diameter is 

loaded to 6 lbs. on the square inch : what would be the load on 
each circular inch ? {1867.) 

39. Describe and explain some form of equilibrium valve. The dia- 

meter of a steam pipe is 12J inches, the upper and lower discs of 
an equilibrium valve being 12 and lo^ inches in diameter 
respectively ; what will be the lift of the valve when the pipe is 
fully open ? (1869.) 

40. Draw a section of a safety valve, loaded directly, and without a 

lever. The diameter of the valve being 4 inches, what should be 
the total load for blowing off steam at 75 lbs. actual pressure. 

(1877-) 

41. Assume that the beam of a steam engine weighs 5 tons, the pis- 

ton and piston rod i ton, the connecting rod 2 tons, and that the 
radius of the beam is 12 ^ feet, that the length of stroke is 5 feet, 
and that the engine makes 30 revolutions per minute. The 
question is : What expenditure of mechanical power has to be 
incurred in overcoming the inertia of those parts due to the re- 
ciprocation and changing from rest to motion and from motion 
to rest? (1873.) 

42. The initial pressure of steam in a cylinder, whose stroke is 5 feet 

4 inches, is 45 lbs., and expansion commences when 2 feet 
3 inches have been performed ; find the pressure at the end of the 
stroke. Find also the horse-power, if the area of the cylinder is 
2,218 square inches, and the number of strokes per minute 30. 

(1868.) 

43. Describe a condenser gauge of an engine. The mean pressure on 

a piston being 12 lbs. above that of the atmosphere, and the 
mean vacuum pressure 13 lbs., what is the force exerted on a 
piston of 58 inches diameter, and what would have been the force 
had the engine worked without condensation of steam ? (1868.) 

44. Show how to find the work done by a crank. What force applied 

to the extremity of a crank at right angles to it will do the same 
work as a mean pressure of 4 tons acting on a piston throughout 
the up and down stroke ? (1868.) 

45. The cylinder of an engine is 74 inches in diameter, and the stroke 

is 7j feet ; what is the capacity of the cylinder ? How many 

pounds of water must be evaporated in order to fill such a 

cylinder wifh steam at an actual pressure of 15 lbs., it being given 
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that steam at 15 lbs, pressure occupies a space equal to 1,670 
times that of the water from which it is generated ? (1871.) 

46. The internal edge of the seat of a conical valve is 5 inches in 

diameter, the vertical angle of the cone being 90® ; what lift of the 
valve would give i square inch area of opening? (1876.) 

47. A steam engine is employed to work two pumps alternately, giving 

out its full power in each case. The area of the plunger of the 
one pump is A, and it lifts water 50 feet, the travel of the plimger 
being x feet Whereas the plunger of the second pump traverses 
7 .x 

— feet at each stroke, and lifts water 150 feet, what should be its 
3 

area? (1876.) 

48. The cylinder of an engine is 3 feet 6 inches in diameter, the stroke 

is 5 feet, and the steam is cut off at ^ of the stroke. If steam be 
admitted into the cylinder at 45 lbs. pressure, find the work done 
in one stroke (log. 3 = 1-0986). (1876.) 

49. The stroke of a piston is 5 feet, and the cylinder is 4 feet in dia- 

meter, steam is admitted at 20 lbs. pressure and is cut off at half 
stroke, find the work done. If steam be cut off at J of the 
stroke, and the final pressure is required to remain unchanged, 
what should be the diameter of the cylinder in order that the 
work done may also remain unchanged? (log. 2 = -6931472, log. 
3 = 1*0986124). (1875.) 

50. The cylinder of a steam engine is 3 feet 6 inches in diameter, the 

length of stroke is 5 feet, and the crank makes 30 revolutions per 
minute ; what is the horse-power of the engine, the mean effective 
pressure of the steam in the cylinder being 10 lbs. on the square 
inch above that of the atmosphere ? (1876.) 

51. Investigate an expression for the work done when steam is cut off 

before the end of a stroke. Steam at a pressure of 60 lbs. is 
admitted into a cylinder, and cut off at J of the stroke ; what 
should be the area of the piston in order that a weight of 30 tons 
may be lifted through the length of stroke? Allow for friction 
and back pressure, (log. 6 = 1792.) (1874.) 

52. In a compound cylinder marine engine, the diameter of the high- 

pressure cylinder is 57 inches, and that of the low-pressure 
cylinder is 100 inches, the stroke of each piston being 7 \ feet 
The mean pressures of the steam in the respective cylinders are 
26 lbs. and 8^ lbs., and indicated horse-power is 1,028 ; find the 
number of revolutions made in one minute. (^875.) 

53. The diameter of a steam cylinder in a single-acting condensing 

engine is 4 feet. The engine does the work of raising water to a 
height of 125 feet, by a pump 17 inches in diameter. What 



Appendix, 347 

should be the mean pressure of the steam on the piston, allowing 
what you think reasonable for loss by friction and back pressure ? 
(The weight of a cubic foot of water is 62*5 lbs.) ( 1875.) 

54. Steam is admitted into a cylinder at atmospheric pressure (say 

15 lbs.) and is cut off at i of the stroke. Find the steam pressure 
when 15 of the stroke has been completed. (1878.) 

55. Steam is admitted into a cylinder at atmospheric pressure, and is 

cut off at half-stroke. Divide the stroke into 20 equal parts, and 
suppose that the pressure at the beginning of each of these por- 
tions remains uniform until the piston reaches the next in order : 
find the whole work done during the stroke, it being given that 
the area of the piston is 200 square inches, the length of stroke 
40 inches, and that 1 5 lbs. represents the atmospheric pressure. 

SALmR JUNG E 3 AHADUR. (1878.) 

56. In an expanding and condensing engine the pressure of steam on 

the piston at the commencement of the stroke is taken at 15 lbs. 
actual pressure, the steam is cut off at *4 of the stroke and the 
back pressure is 4 lbs. on the square inch. The volume of the 
steam compared with that of the water is taken as 1,665, the 
average pressure of the steam on the piston, and the number of 
cubic feet of water required per horse-power per hour. Given : 
log. 2 = ’6931472, log, 5 = 1*6094379. Diameter of cylinder 
* 2 feet ; length of stroke = 2 feet 6 inches ; number of revolu- 
tions per minute - 30. (1877.) 

57. Two horizontal steam engines develop the same power and have 

each a 5 feet stroke. The cylinder of the one engine is 3 feet 6 
inches in diameter, working with a steam pressure of 45 lbs. per 
square inch through the whole length of the stroke. The other 
engine is worked by the same initial pressure of steam, cut off 
at J stroke. 

The question is : What would be the relative maximum strain 
upon the crank pin, and also what kind of crank shaft would be 
required for each engine, assuming the breaking strength to be 
six times the working load and the material to be wrought iron 
of average quality ? (1873.) 

58. A steam engine is employed to drive machinery by means of a fly- 

wheel, having teeth on its rim, and gearing with a pinion on the 
line of shafting. Why is this a good arrangement ? The fly- 
wheel is 15 feet in diameter, and the crank which drives it is 
2 feet long. If the mean tangential pressure on the crank pin is 
16450 lbs., what will be the driving pressure on the pitch circle 
of the pinion ? (1874.) 
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59. It is recorded of one of the earliest steam engines that it raised 

i8| cubic feet of water through a height of 19 feet at each stroke, 
and made 7 J strokes per minute. The consumption of coal was 
32 cwt in 24 hours. Find the number of imits of work obtained 
by burning 112 lbs. of coaL (The weight of a cubic foot of water 
is 62J lbs.) (1878.) 

60. A crank 2 feet long makes a complete revolution under a force of 

2 tons acting tangentially to the path of the crank pin. What 
pressure must act constantly on each square inch of a piston, 

3 feet in diameter, and moving through a stroke of 4 feet, in order 

that the work done on the piston may be equal to that done on 
the crank pin ? (1874.) 

61. Will you state clearly the points which determine the energy of 

any fly-wheel, and show by an example how the energy of a fly- 
wheel would be affected — ist, by doubling the weight ; 2nd, by 
doubling the diameter, the weight and number of revolutions 
remaining the same ; and 3rd, by doubling the number of revolu- 
tions in a given time ? (1873.) 

62. Sketch the ordinary pendulum or ball governor of a steam engine. 

Mark on your drawing some particular line whose length is 
related to the number of revolutions of the balls. State the 
relation as nearly as you know it If the line referred to 
be shortened in the proportion of 2:3, how much would the 
number of revolutions be increased? (1876.) 

63. Given the breaking tensile strain of wrought iron, find the thickness 

of the shell of a cylindrical boiler which will support a given 
pressure of steam. Example. — The diameter of the shell is 3^ 
feet, and the pressure of the steam is 1 50 lbs. on the square inch, 
what should be the thickness of the boiler plate when the tensile 
strain of wrought iron is, /or safety^ estimated at 3 tons on the 
square inch ? Prove that a tube under internal fluid pressure is 
twice as strong on a transverse as on a longitudinal section. 

(18750 

64. A steam engine of the overhead beam construction is employed in 

working a cylinder for blowing air ; the steam cylinder at one 
end of the beam is 8 feet from the fulcrum, and the blowing 
cylinder is at the other end, but is twice the distance, namely, 
16 feet from the centre of motion of the beam. The area of the 
steam piston is 1,000 square inches, with a uniform pressure of 
40 lbs. per inch. The question is, what average pressure could 
be exerted by the blowing piston, its area being double that of 
the other? (1868.) 
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65. Water is pumped from a well 400 feet deep by a single-acting in- 
verted steam engine ; that is to say, the piston rod is downwards, 
and steam is admitted under the piston for the up-stroke only, 
the downward motion being left to gravitation. The piston rod 
gives motion to a lever 1 5 feet from the fulcrum or centre of 
motion, but the lever is carried out to 20 feet, and then the pump 
rod is attached; there is thus 5 feet between the pump and 
engine centres, and 15 feet to the fulcrum centre. The steam 
pressure on piston is 50,000 lbs., and the question is, what force 
will be exerted on the pump rod during the upward stroke ? 

Referring to the former part of the question, the steam 
under piston would have the piston, beam, and pump rods to lift 
in addition to the water, but the lifting of those parts is not lost, 
because it can be made to raise nearly an equal weight of water 
during their descent ; will you explain how this can be done, 
state the kind of pump that you would employ, where you would 
introduce air-vessels, and the disadvantage that would arise from 
1 heir omission ? (186S) 


ANSWERS TO SOME OF THE ABOVE EXAMPLES. 


3-— 15*98 lbs. 
4.—ioo,8oo,oooft. lbs. 

6.— I J.H. 
9 .~H.P.«5 i-i 
II.— -21 *372 lbs. 

13. — 12279 F. 

14. — f 

’ 1 86-965 

17* — 7746 inches. 

15. — 55 inches. 

20. — 9*44 inches, 
ai.— 26703*6 lbs. 


22. — *06 inch. 
23--“9*337 ft. per sec. 
25. — 1*23 inch. 
28.-858*9 lbs. 

32. — J (travel of slide). 
__r 123131*17 lbs. 

I 81048*37 lbs. 

35. — II® 12' 44"* 

36. — load =*17*8755 lbs. 
38.-4*7124 lbs. 

r.sifibs. 

^ \ 380-35 


34 


44.-2-5465 

47-^. 


49 


48. — 218061 ft. lbs. 

__ ^153192 ft. lbs. 
143*1 inches. 
52.-46-3. 

55.-8593-857 ft. lbs. 
efi _ 7 11-497744* lbs. 
5 I -44016.11. 

59. — 7 264 1 60 *156 ft. lbs. 

60. — 6*91 lbs. 
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ADDITIONAL EXAMPLES. 


Science Exam. 1879. 

1. The cylinder of an engine is 25 inches long, and steanni is admitted 

at 18 lbs. actual pressure, the final pressure being 4 lbs. At 
what point of the stroke was the steam cut off? 

Ans. 5| inches from beginning of stroke. 

2. In a steam engine the diameter of the steam cylinder is 50 inches, 

the length of stroke is 7 feet, the number of revolutions is 25 per 
minute, and the mean effective pressure of the steam is 11*3 lbs. 
Find the horse-power of the engine. Ans. H.P. *235*3. 

3. Required the weight to be placed on the end of a safety valve 

lever 17^ inches long, the distance from the fulcrum to the valve 
being 3J inches, the upward pressure on the valve required for 
lifting the valve and lever being 20 lbs., and the pressure of 
steam in the boiler being 100 lbs. per square inch above that of 
the atmosphere. 

Ans. w = 20A — 4, where A is the area of the valve in square inches. 

4. The cylinder of an engine is 25 inches long ; steam is admitted at 

18 lbs. actual pressure, and the final pressure is 4 lbs. Dividing 
the stroke into 10 equal parts, find the steam pressure at each 
point of division, and set out Watt’s diagram of work done. 
Find also the mean pressure of the steam. 

Ans. 18, 18, 13J, 10, 8, 6|, 5®, 5, 4|, 4. Mean pressure * lbs. 

Science Exam. 1880. 

1. What is the latent heat of steam ? If a quantity of steam weighing 

one pound, and at a temperature of 220° F., is condensed in 100 
lbs. of water at 60° F., what is the resulting temperature ? 

Ans. 7i®*i F. 

2. The stroke of the piston in a direct-acting engine is 4 feet, and the 

length of the connecting rod is 9 feet. How far is the piston 
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from the middle of its stroke when the crank has made ^ of a 
revolution from a dead point ? Ans. 27 inches. 

3. An engine is using steam at 21 lbs. pressure per square inch above 

the atmosphere, the length of the stroke is 3 feet, and the steam 
is cut off at one third of the stroke. Set out in a diagram the 
approximate steam pressure on one side of the piston throughout 
the stroke, and mark the pressures at the second and third feet 
of the stroke. Ans. 18 lbs. ; 12 lbs. 

4. In a double-acting engine the mean pressure on the piston is 

4 tons, and the length of stroke is 18 inches. What is the mean 
tangential driving pressure which can be taken from the rim of 
the fly wheel, the estimated diameter of which is 8 feet ? 

Ans, 1069*1 lbs. 

5. What is the speed of the piston of a locomotive engine having 

24 inches stroke, with 7 feet driving wheels, and running at 
40 miles per hour ? Ans, lof feet per second. 

6. The diameter of a safety valve is 2j inches, and the leverage is 

5 to I. What is the pressure of the steam when the pull at the 
end of the lever is 100 lbs. ? Ans, ior86 lbs. per sq. inch. 

7. The cylinders of a locomotive engine are 17 inches in diameter 

and the length of stroke is 24 inches, also the driving wheel 
makes 100 revolutions per minute, and the mean effective pres- 
sure of the steam is 80 lbs. Find the horse-power. 

Ans, H.P. ==440*2. 

8. Find the pressure of steam necessary for blowing out a boiler 

10 feet below the level of the sea, the weight of a cubic foot of 
salt water being taken at 64 lbs. 

Ans, 4f lbs. per sq. inch above the atmosphere. 

9. In a direct-acting engine find the ratio of the velocity of the 

crank-pin to that of the piston in any given position of the 
crank. 

10. A non-condensing engine is using steam at 42 lbs. pressure per 

square inch above the atmosphere, the length of the stroke is 
3 feet, and the steam is cut off at of the stroke. Find the 
mean pressure of the steam. 

Ans. Theoretical mean pressure = 24*87 lbs. 

11. Explain the operation of combining the indicator diagrams of 

work done in a compound cylinder engine, the object being to 
produce the diagram which would have been obtained if the 
steam had performed the same work by going through the same 
changes of pressure and volume in one cylinder. 
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Science Exam, 1 88 1 . 

1. Describe a double-beat or equilibrium valve. The upper side of 

the valve is 1 1 inches in diameter, and the lower side loj inches. 
What power will be required to open it when the steam has a 
pressure of lo lbs. above the atmosphere, the pressure between 
the valves being disregarded? Am, 21 1 lbs. 

2. The stroke of a piston is 4 ft. 6 in., the steam is cut off at 

9 inches, and the pressure at the end of the stroke is 5 lbs. 
below that of the atmosphere. At what pressure above the 
atmosphere was the steam admitted ? Am. 45 lbs. 

3. How is a barometer gauge made and fitted ? If the mercury in 

an ordinary barometer stands at 30 inches when that in the 
gauge stands at 26 inches, find the pressure per square inch of 
the vapour or air in the condenser. Am, 2 lbs. 

4. The cylinder of a single-acting pumping engine is 72 inches in 

diameter with a stroke of 10 feet, and it works a pump whose 
plunger is 23 inches in diameter with a stroke also of 10 feet. 
The load is 142 lbs. per square inch of the area of the plunger. 
Find the mean pressure of the steam per square inch of the 
piston, and the horse-power when the engine makes 8 strokes 
per minute. Am. Mean pressure » 14’49 lbs. H.P. = 143. 

5. An ordinary cylindrical boiler has flat ends with two internal flues 

running from end to end. The boiler is 28 feet long, the shell 
7 feet in diameter, and each of the two flues is 30 inches in 
diameter, the iron employed being J inch in thickness through- 
out. Taking the ultimate strength for the longitudinal or 
double-riveted joints at 35,000 lbs. per square inch of sectional 
area, and that for the transverse or single-riveted joints at 
28,000 lbs. per square inch, find the ultimate bursting pressure 
(i) along a longitudinal ; (2) along a transverse section. In 
what way are the internal flues strengthened ? 

Am. (i) 416*6 lbs. per sq. inch. 
(2) 1534*2 lbs. per sq. inch. 

Science Exam, 1882. 

I. ^Vhat effect is produced by putting lap on a slide-valve ? The 
lap on the steam side of a slide-valve is inches, that on 
the exhaust side is i inch, and the lead is ^ inch. Find the 
opening for exhaust which the valve will give at the lower port 
when the piston is at the top of its stroke. A ns. if inch. 
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». State the law’ according to which the pressure of a mass of sur 
diminishes as its volume increases, the temperature being un- 
changed. Assuming this law to hold for the ^pansion of steam, 
find the steam pressure at the end of the stroke of the piston in 
an engine where the steam is admitted at a pressure of 30 lbs. 
above the atmosphere and is cut off at fths of the stroke. 

Ans, 3 lbs. above the atmosphere. 

3. The area of the piston of an engine is 3 sq. feet, the pressure of 

the steam is 1 5 lbs. per square inch above the atmosphere on 
admission, and the steam is cut off at J of the stroke ; the crank 
shaft makes 40 revolutions per minute, and the length of the 
stroke is three feet, find the H.P. (given hyp. log. 3 = 1*0986). 

Ans. H.P. « 65*9. 

4. An engine is competent to raise 70 millions of pounds through one 

foot by the burning of 1 12 lbs. of coal. How many poimds of 
coal does it consume per horse-power per hour? Ans, 3*168. 

5. Find the number of cubic feet of water required per H.P. per hour 

in a non-expanding non-condensing engine, the pressure of the 
steam on the piston throughout the stroke being taken at 1 5 lbs. 
above the atmosphere, and the volume of steam at that pressure 
being taken at 874 times the volume of the water from which it 
is generated. Ans, 1*05. 

6. A mass of air at atmospheric pressure is compressed by the action 

of an engine and is heated thereby. It is afterwards cooled 
down to its original temperature before compression, and is then 
expanded while doing work. When it again arrives at the 
pressure of the atmosphere it is intensely cold and may be used 
for refrigerating purposes. Explain these results according to 
the principles of Thermo-dynamics. Why is it an advantage to 
cause the air to do work while expanding ? 

Science Exam, 1883. 

1 . In a beam engine the mean pressure of the steam on the piston is 

20 tons, and the length of the crank is 2^ feet, what is the horse- 
power when the crank shaft makes 30 revolutions per minute ? 

Ans, H.P. =407^ 

2. In a jet condenser the temperature of the condensing water is 60® 

and that of the entering steam is 212®. Also the condenser 
rehiains at a temperature of 104®. Under these conditions find 
the weight of condensing water per pound of steam which enters 
the c(»idenser. Ans, 24*4 lbs. 


A A 
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3. Define the horse-power of an engine. If an engine consumes 3 lbs. 

of coal per horse-power per hour, how many foot-pounds of work 
will it perform when consuming 1 12 lbs. of coal ? 

What diameter of cylinder will develop 50 horse-power with 
a four-foot stroke, 40 revolutions per minute, and a mean effective 
steam pressure of 30 lbs. above the atmosphere, the engine being 
non-condensing ? 

Am, 110,880,000 ft lbs. ; diameter » 14*8 inches. 

4. Explain the method of constructing a parallel motion for a com- 

pound cylinder beam engine. 

5. Show that no more work is obtained from a given quantity of 

steam by passing it through two cylinders as in a compound 
engine than by admitting it into a low-pressure cylinder only with 
the same degree of expansion. 

6. In a direct-acting engine, set out by a diagram the relative 

positions of the piston and crank during a stroke on the suppo- 
sition that the connecting rod is of infinite length or remains 
parallel to itself. How is this diagram altered when a definite 
length is assigned to the connecting rod ? 


Science Exam. 1884. 

1. Define the horse-power of an engine. Find the horse-power of a 

locomotive engine which can draw a train weighing 100 tons (in- 
cluding its own weight) along a level road at 30 miles per hour, 
the train resistance being taken at 10 lbs. per ton of load. 

Ans. H.P. -80. 

2. Steam is admitted into the cylinder of an engine at an actual 

pressure of 45 lbs. per square inch, and is cut off at one-third of 
the stroke. Find the pressure in pounds at half-stroke, and also 
at the end of the stroke. Am. 30 lbs. ; 15 lbs. 

3. Describe a mercurial pressure gauge for indicating the pressure of 

steam in a boiler. If the specific gravity of mercury be I3‘5, 
how much higher will the mercury stand in one leg than in the 
other when the pressure of the steam is 10 lbs. on the sqqare 
inch above the atmospheric pressure. Ans, 20*5 inchps nearly. 

4. In a condensing engine the back pressure is 4 lbs. per square inch 

on the piston, and the actual pressure of steam in the steam 
chest is 30 lbs. per square inch. If the clearance betwe^ the 
piston and the inside of the cylinder cover be ^ inch, how fiur 
. .. must the pston be from the end of the stroke at the point of 
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.compression in order to compress the vapour in the cylinder to 
the pressure of the steam in the steam chest ? 

Ans, 3^ inches from end of stroke. 

5. If albs, of steam at 212^ F. are passed into 30 lbs. of water at 

70® F., what is the temperature of the water at the end of the 
operation ? Ans. \ 39®’28. 

6. Find the greatest diameter of a cylindrical boiler to resist a pres- 

sure of 100 lbs. per square inch, the plates being f inch thick, 
and the safe stress upon the metal being 5,500 lbs. per square 
inch. Ans. 41 ^ inches. 

7. Steam is admitted to a cylinder at a pressure of 80 lbs. to the inch, 

and is cut off at one-third of the stroke. The diameter of the 
piston is 40 inches and the length of stroke 5 feet, the number of 
revolutions being 50 per minute. Given hyp. log. 3-1*0986, 
find the horse-power of the engine. Ans. i,o66J H.P. 


Science Exam. 1885. 

1. If 400 tons be lifted 10 feet in 10 minutes by a steam engine, 

wherein the area of the piston is 400 square inches, the mean 
pressure of the steam on the piston is 25 lbs. on the square inch, 
the length of stroke is 4 feet, and the number of double strokes 
made in a minute is 1 5 : what proportion of the power applied 
to the piston is lost in the working of the machinery ? 

Ans. 25J per cent. 

2. Steam is admitted into a cylinder at a pressure of 25 lbs. on the 

square inch above the atmospheric pressure of 15 lbs. on the 
square inch, and is cut off at such a point that its pressure at the 
end of the stroke is 5 lbs. below that of the atmosphere. At 
what point of stroke was it cut off? Make a diagram, showing 
approximately the steam pressure on the piston throughout the 
stroke. Ans. Cut off at i stroke. 

3. Steam is admitted into a cylinder 32 inches long at 40 lbs. pres- 

sure above that of the atmosphere (viz. 15 lbs. on the square 
inch), and is cut off at one-fifth of the stroke. The area of the 
piston being 3 square feet, find the work done in one stroke by 
dividing the stroke into five equal parts and considering the pres- 
sure in each of the latter four parts to be the mean of the pres- 
sures at the beginning and end of the same. 

Ans. 34002*432 foot-pounds. 

4. If the boiler of an engine gives out every minute 100 cubic feet 
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of steam wHicb propels the piston with an avemge pressure of 
50 lbs. on the square inch, what is the horse-power of the 
engine? Am, 

5* In a direct-acting horizontal engine the length of the crank is 
I foot, and that of the connecting rod is 5 feet. When the crank 
is vertical the pressure of the steam on the piston is 4,000 lbs. ; 
find the thrust ^ong the connecting rod, and the pressure on the 
guide bars at that point of the stroke. 

Ans, Thrust - 4082*48 lbs. 

Pressure « 816*496 lbs. 

. 6. If the cylinder of a locomotive be 20 inches in diameter with a 
stroke of 2 feet, and the diameter of the driving wheel be 6 feet, 
find the tractive force exerted by the engine for each pound of 
pressure per square inch on the piston. Am, 66§ lbs. 

7. It being given that the travel of a slide valve is 4J inches, the out- 

side lap 1 inch, the inside lap i inch, and the angle of advance 
of the eccentric 30°, find (on the assumption that the obliquity 
of the eccentric bar or rod may be neglected) the positions of 
the crank at admission, cut off, release, and compression. 

A 4 m, f 36f ', 56® 23i', 23® 37^', 36® 22J' ; the angles being 
measured from the line of dead centres. 

8. In a compound cylinder tandem engine the steam is cut off at one- 

third of the stroke in the high pressure cylinder, the areas of the 
pistons are as i to 3, and the diameter of the smaller cylinder is 
20 inches ; investigate an expression for the work done in one 
stroke. Example : Find the horse-po'wer of the engine when 
the initial pressure of the steam is 8 5 lbs. per square inch above 
that of the atmosphere — viz. 1 5 lbs., the back pressure in the 
large cylinder is 3 lbs. per square inch, and the speed of each 
piston is 300 feet per minute. Given that hyp. log. 3 - 1*0986. 

Am, H.P.- 278*66. 


Science Exam, 1886. 

•I. Explain the advantage of working steam expansively and with 
condensation. Steam is admitted into a cylinder at 30 lbs. 
above the atmosphere, which is taken at 1 5 lbs. per square inch, 
and is cut off at a certain point and then expands to a pressure 
of 5 lbs. below the atmosphere. If the length of stroke be 
4^ feet, at what point is the steam cut off? 

Am, At fths of stroke. 

% In a jet condenser the temperature of the injection water is 60® F., 
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that of the water after condensation is 100® F., and the latent 
heat of the steam which enters the condenser is 1,016 thermal 
units, the temperature of the steam being then 140® F. ; find the 
number of pounds of injection water for each pound of steam 
condensed. Ans. 26-4 lbs. 

3. The diameter of the cylinder of an engine being 53 inches, the 

stroke 5 feet, and the number of revolutions 30 per minute, find 
the mean pressure of the steam to develop 600 indicated horse- 
power. Ans, 29*9 lbs., taking 7 r»V* 

4. Find the thickness of iron plates in a boiler shell 6 feet 4 inches 

in diameter for a pressure of 40 lbs., the greatest tensile stress 
permissible in the material being 5,000 lbs. per square inch. 

Arts. *304 inches. 

5. Given that the travel of a slide valve is 5 inches, outside or steam 

lap I inch, and the angle of advance 22j°, find graphically, or 
otherwise, the position of the crank at the point of cut-off. 

Ans. 140° 2' from the line of dead centres. 

6. A motion of i inch in the pencil of an indicator, as due to steam 

pressure, represents a pressure of 20 lbs. on the square inch. 
What is the H.P. of an engine, making 90 revolutions per 
minute, the diameter of the piston being 10 inches, the length of 
stroke 20 inches, the area of the indicator diagram 8 square 
inches, and its length 5 inches.^ Ans, 22*848, taking ?r» 3*1416. 

7. An engine uses 10 lbs. of steam per minute, the feed temperature 

is 60® F., the boiler temperature 300° F., and that of the con- 
denser is 104® F. What is the theoretical maximum efficiency 
of the engine ? State RegnaulPs formula for the total heat of 
steam at a given temperature, and deduce the amount of heat 
which each pound of steam has received in the boiler. What 
horse-power would be developed if the engine worked as a per- 
fect engine? Ans. Max. efficiency * *258 ; H.P. *» 69*135. 
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Adamson's quadraple action engine, 

AdiS^tic curve, properties of, 74 

— — • represent^ by a diagram, 77 
Air thermometer, 64 

— engine, 95 

Black's doctrine of latent heat, 3 

— views as to the nature of heat, 6 
Boiler, Cornish or Lancashire, 190 

— cylindrical, strength of, 194 

— expansion by heat, 198 

— stajrs and tie rods, 900 

— tubular flues, 203 

— various fittings, 204 

— pressure gauges, 206 

— water gauges, 209 

— safety valves, 210 

— combustion of fuel, 215 

— consumption of smoke, 219 

— waste of fuel, aao 

— locomotive, 22a 

— marine, 230 

— fire-grate and heating surfaces, 231 
Boyle, law of, 30 

— diagram to represent this law, 32 

Cams, for lifting valves, 152 
Carnot's princi^e, 8p 
Catanmt, or hydraulic governor, 132 
Qearanoe, effect of, 174 
Coal, analysis of, 216 
Combustion, heat of, 217 
Compound cylinder engine, by Horn- 
blower, 37 

— by Woolf, 23a 

— — — by Sims, 233 

^ ^ McNaught, 234 

— — — at Lambeth, 935 

— example of, 237 

— — — indicator diagnun of, 239 

— — — work done in, 240 

— — — point of cut-off^ 242 

— — — cranks at right angles, 244 

^ — intermediate receiver, 245 

— 1 ^ Milner, 247 


HEA 

Compound cylinder engine, by Adam* 
son, 249 

by Maudslay, 951 

Condenser, as appli^ by Watt, 24 

— surface, 258 

Connecting rod, and crank, 107, 151 
ends, 187 

Crank, work done in rotating, 159 
Cycle, 83 

Cylinder, protection of, z8i 

DiKECT-acting engine, 151 
Donkey engine, 275 
Duty of an engine, 124 

Eccentric circle, action of, 148 
Energy, first published example of the 
dk^ram of, 34 

— roughestimation of areaof diagram, 35 

— area of theoretical diagram, 163 

— area of diagram in particular engines, 
167-171 

Expansion valve, examples of, 176, 254 
Fuel, waste of, 919 

Gases, first law of expansion of, 30 

— second law of expansion of, 63 

— air thermometer, 64 

— temperature of, lowered while doing 
external work, 65 

— absolute zero of temperature, 79 

— isothermal expansion of, 77 

— adiabatic expansion of, 77 
Gauges, pressure, 206, 209 

— water, 909 
Giffird's injector, 274 
Governor, pendulum, 263 

— as made by Watt, 968 

— Head's, 969 

— Siemens’, 270 
Gusset stays, 900 

Heat, when it becomes latent, 4 

— experiments of Rumford and Davy 

53.54 
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HEA 

Heat, theory of, 55 

converted into work, 56, 68 

— mechanical equivalent of, 58 
-» unit of, 68 

— specific, 68 

— latent, in steam, 70 

— engines, 81-100 

— of combustion, 217 
HomWower's compound cylinder en- 
„gine. 37 

Horse-power, of an engine, 103 

Indicator, invention of, 39 

— model illustrative of, 104 
improvements in, ia6 

~ theoretical diagram, 129 

— diagram constructed, 154 

— area of diagram, 163 

— diagrams of different engines, 167- 
187 

— other examples, 239, 241, 248, 261 

Lap, of a valve, 153 
Lead, of a valve, 158 
Link motion, for reversing an engine, 
280 

Locomotive, engine and boiler, 223 

— cylinder, slide valve, and piston of, 
*36 

McN aught’s engine, 234 
Marine engines, example of, 251 

surface condensation for, 260 

boilers of, 230 

Milner's engine, 247 
Motion, conversion of, lox 

— circular, 103 

— parallel, 109 

— straight line, by Scott Russell, 114 

— Peaucellier, 117 

— duplicate straight line, 120 

— of * grasshopper’ engine, 116 
Murdo^'s ^de valve, 137 

Newcomen's atmospheric engine, xa 

Pbaucellier’s invention, 117 
Piston, of Chasewater engine, 18 

— of locmnotive engine, 136, 141 

— of oscillating engine, 14a 
Pumping engine, 15, 18, 25, 28 

— — at Lambeth Waterworks, 235 

Ramsbottom, packing rings, 141 
safi^y valve, aza 
Rcgeaenttor, principle of, 95 


VAP 

Savbry’s engine, description of, and 
details of performance, 7 
Sims' engine, 233 
Steam, pressure of, 10, 45, 48 

— condensation of, 13, 16, 23 

— expansive working of, 29, 163, 175 

— properties of, 41, 45, 47, 48 

— latent heat of, 70 

— use of, at high pircssure, 91 

— saturated, expansion diagram of, 
128 

Stephenson's locomotive engine, 225 
Stirling's air engine, 95, 97 
Sun and planet wheels, ic^ 


Thermodynamics, first law of, 68 
— second law of, 91 


Valve shifting, 15, 25 

— equilibrium, 25, 27 

— steam, 27 

— eduction, 25, 27 

— regulated by cataract, 132 

— by Murdock, 137 

— other iorms, 138 

— balanced, 143 

— throttle, 143 

— double-beat, 144 

— Cornish or crown, 145 

— double-ported, 146, 253 

— gridiron, 147 

— lap of, 153 

— lead of, 158 

— expansion, 176 

— back cut-off, 176, 254 

— safety, various forms of, 210 

— indiarubber, 256 

— gear, by Hack worth, 284 

principle of construction, 285 

arrangement of mechanism, 286, 

287 

— — explanation, 288, 289 

modified form, 290 

by Marshall, 291 

by Joy, 29a, 293 

— — setting out the working parts, 

“94. 395 . . . , 

— diagram, curve of position, 290, 
297 

general view of, 298 

Zeuner's, 299 

— — examples of, 300, 301, 30a 
Vapour, properties of, 41 

— in contact with generating liquid, 

— isothermal line for, 44 
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Vapour* pressure of* determined fay ex- 
periment, 45 

— Regnault's experiments, 48 
Watt, repairs the Glasgow model, 

19 

— expenments leading to separate con- 
denser, 20 

— patent for separate condenser, aa 

— single-acting engine, 24, 27 


WOO 

Watt, patent for expansive working of 
steam, 30 

— diagram of energy, 35 

— double-acting engine, 36 

— invention of indicator, 39 
sun and planet wheels, 104 

— — parallel motion, 109 

pendulum governor, 363 

Wire-drawing of steam, 173 
Woolfs engine, 23a 
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Air and coal gas, explosive mixtures of, 

— marsh gas, same, 306 

— valve, 330 


Firing of charge, 327 
Fittings of Otto engine, 338, 339 
Flame for firing charge, 328 

— how carried to cylinder, 329 

— how kept alight, 330 


Cam, for working exhaust valve, 
33* 

Charging cylinder in Lenoir, 312 

in Otto, 323 

Circdlating water, 339 
Clerk, Du^d, experiments by, 307 
Crossley, account of Otto and Langen 
engine, 315 

Cyde of operations in Otto engine, 

3a* 

Cylinder, diagram of, 333 


Gas, analysis of coal, 305 
— proportion of, to air in gas engines, 

309 

Gas engine, Lenoir, 311 

Otto and Langen, 315 

Otto, 319 

Indicator diagram, Lenoir, 315 

Otto and Langen, 318 

Otto, 338 


Exhaust, in Lenoir, 314 

— in Otto, 321 

— valve, 331, 337 

— pipe. 339 

Exgorm^ts, by Coquillon, 305 

— bj Bunsen, 307 



Regulator, for Otto engine, 333 
Rifled guns, comparison between early 
and modem, 

DE, constmetion of, 334 
feht, 328 

for working, 337 
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The Water Supply of Cities and Towns, 

A COMPREHEI^SIVE TREATISE on the WATER-SUPPLY 
OF CITIES AND TOWNS. By William Humber, A-M. Inst. C.E., and 
M. Inst. M.E., Author of “Cast and Wrought Iron Bridge Construction,” 
See., &c. Illustrated with 50 Double Plates, i Single Plate, Coloured 
Frontispiece, and upwards of 250 Woodcuts, and containing 400 pages of 
Text. Imp. 4to, £6 6s. elegantly and substantially half-bound in morocco. 

List of Contents. 

Condu!ts.-XIII. Distribution of Water.-XIV. 
Meters, Service Pipes, and House Fittinj?^.— 

XV. The Law and Economy of Water Works. 

XVI. Constant and Intermittent Supply.— 


(riving Tables of Rates of Supply, Vi 

&c. «c., togctlier with Specifications of several 
Works illustrateil, among which will be found : 
Alierdeen, Bideford, Canterbury. Dundee, 
Halifax, Lambeth, Rotherham, Dublin, and 


I. Historical Sketch of some of the means 
that have been adopted for the Supply of Water 
to Cities and Towns.— II. Water and the Fo- 
reign Matter usually associated with it,— III. 

Rautfali and Evaporation.— IV. Springs and 
the water-bearing formations of various dis- 
tricts.— V. Measurement and Estimation of the 
flow of Water— VI. On the Selection of the 
Source of Supply,— VII. Wells— VlII. Reser- 
voirs.— IX. The Purification of Water.— X. 

Pumps. — XL Pumping Machinery — XII. 

•'The most .systematic and valuable work upon water supply hitherto produ^ in Engli*. or 
in any other lanmage. . . Mr. Humbers work is characterised almost throughout by an 

exhaustiveness much more distinctive of French and German than of English technical treatises. 
— A»vi««rr. 

•* We can congratulate Mr. Humber on having been able to give so large 
mation on a subject so important as the water supply of cities and towns. The plates, 
number, are mostly drawingsof executed wor^ and alone would have coromandetf the attention 
of ovory whoso practice may lie in this branch of the profession. ^BuwUTm 

Cast and Wrought Iron Bridge Construction. 

A COMPLETE AND PRACTICAL TREATISE ON CAp" 
AND WROUGHT IRON BRIDGM CONSTRUCTION, indjamg Irm 

Fotmdatiofs. In Three Parts--Jh«>reticjl, Praotiralj^aud Desc^^^^ By 

WILLIAM Humber, A-M. Inst, C.E.,and M. Inst M.E. Third Edition, Re 
vised and much improved, with 115 Double PlaJleS (ao of which now first 
appear in this edition), and numerous Additions to the Text. In Two Vols., 

imp, 4 to, £6 i6s. 64. half-bound in morocco. • 

“ A wy valuable co itributlon to the stabdard-lltersture of civil 
riwa^rsiw la.*, scale d«ail. aieai. . ;;. 

tiv® worth cf those Ulus.rations. No. onglWr ^Id ^llngly be without so vaiuaDio a luno m 
i^Ofma^a. CfMI Bnginttr and A f yontnat. 


“Mr. Humber’s stately volunies, lately &*vrCubttt^r.*HS!fi 

during th® last five years, under the dlrwloti'Of th®. Ufte Mr*, J^unel, ww W. L 

Ifenians. and ethew amon^ our most eminent engineers, are 

drawn «nd eperaSed In great draaiL'*— 
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Trigonometrical Surveying* 

AN OUTLINE OF THE METHOD OF CONDUCTING A 
TRIGONOMETRICAL SURVEY, for the Formation of Geographical and 
Topogra^ical Maps and Plans, Military Reconnaissance, Levelling, &c,, with 
Useml Problems, Formulas, and Tables. By Lieut.-General Fromb, R.E. 
Fourth Edition, Revised and partly Re-written by Captain Charles 
Warrbm, R.E. With 19 Plates and 115 Woodcuts, rojral 8vo, i6s. cloth. 

** The simple tact that a fourth edition has been called for is the best testimony to its merits. 
No words of praise from us can strenctlien the position so well and so steadily maintained by this 
work. Captain Warren has revised the entire work, and made such additions os were necessary to 
brinE every portion of the contents up to the present Broad Arrow. 

Oblique Bridges* 

A PRACTICAL AND THEORETICAL ESSAY ON OBLIQUE 

BRIDGES. With 13 large Plates, By the late Grorgb Watson Buck, 
M.l.C.E. Third Edition, levised by his Son, J. H. Watson Duck, M.I.C.E. ; 
and with the addition of Description to Diagrams for Facilitating the Con- 
struction of Oblique Bridges by W. H. Barlow, M.l.C.E. Royal 8vo, 12s, 
cloth. 

** The standard text-book for all enpfineers regarding skew arches is Mr. Buck's treatise, and it 
would be impossible to consult a better. hn^netr. 

'* Mr. Buck's treatise is rec<^ised as a standard text-book, and his treatment has divested the 
subject of many of the intricacies supposed to belong to it. As a guide to the engineer aod archi- 
tect, on a confessedly difficult subject. Mr. Buck's work is unsurpassed." — Buildins News. 

Bridge Construction in Masonry ^ Timber and Iron* 
EXAMPLES OF BRIDGE AND VIADUCT CONSTRUC- 
TION OF MASONRY, TIMBER, AND IRON. Consisting of 46 Plates from 
the Contract Drawings or Admeasurement of select Works. By W. D. 
Haskoll, C.E. Second Edition, with the addition of 554 Estimates, and the 
Practice of Setting out Works. Illustrated with 6 pages of Diagrams. Imp. 
4to, £2 I2S. 6 d. hail-morocco, 

A work of the present nature by a man of Mr. HaskoII’s experience must prove invaluable. 
The tables of estimates will considerably enhance its value." — bngrineerin^. 

Earthwork* 

EARTHWORK TABLES, Showing the Contents in Cubic 
Yards of Embankments, Cuttings, &c.,of Heights or Depths up to an average 
of 80 feet. By Joseph Broadbent, C.E., and Francis Campin, C.E. Crown 
8vo, 5s. cloth. 

The way in which accuracy is attained, by a simple division of each cross section into three 
elements, two in which are constant and one variable, is mgenious."-— 

Barlow’s Strength of Materials, enlarged. 

A TREATISE ON THE STRENGTH OF MATERIALS ; 
with Rules for Application in Architecture, the Construction of Suspension 
Bridges, Railways, &c. By Peter Barlow^ F.R.S. A New Edition, revised 
by his Sons, P. W. Barlow, F.R.S., and W. H. Barlow, F.R.S. ; to which 
are added. Experiments by Hodgkinson, Faikbairn, and Kirkaldy ; and 
Formulae for Calculating Girders, fitc. Arranged and Edited by W. Humber, 
A-M. Inst. C.E. Demy 8vo, 400 pp., with 19 large Plates and numerous 
Woodcuts, z8s. cloth. 

Valuable alike to the student, tyro, and the experienced practitioner, it will always rank in 
uture as it has hitherto done, as the standard treatise on that particular %\xh^cct,"—EHgtneer, 
There is no greater authority than Edition."— Buifdittg^ News. 

•* As a scientihe work of the first class, it deserves a foremost place on the bookshelves o 
every civil engineer and practical mechanic ." — Hnjjflish Mtchamc. 

NtrainSf Form nice and Biagrams for Calculation of 
A HANUY BOOK FOR THE CALCULATION OF STRAINS 
IN GIRDERS AND SIMILARSTRUCTURES,AND THEIR STRENGTH. 
Consisting of Formulse and Corresponding Diagrams, with numerous details 
for Practical Application, &c. By William Humber. A-M, Inst. C.B,» &c. 
Fourth Edition. Crown 8vo, nearly 100 Woodcuts and 3 Plates, ys. 64 . cloth. 
The formulae are neatly expressed, and the diagrams f(ood."— A t/tenaum. 

*• We heartily commend this rea.ly handy book to our engineer and architect renders. 

Hsh Mechanic. 
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IkiMes far Setting^out Curves. 

TABLES OF TANGENTIAL ANGLES AND MULTIPLES 

* for Settmg-out Curves from 5 to 200 Radius, By Ai^fkandbr Bbazsley, 

M. Inst C.B. Third Edition. Printed on 48 Cards, and sold in a cloth t>ox, 
waistooat-pocket size, 3s. 6d, 

'* Each table is printed on a small card, which, beinjr placed on the dieodolite, leaves the hands 
free to manipulate uie instrument-— no small advantage as regards the rapidity of yfotk."’—Eft£iHier 
*' Very handy ; a man may know that all his day’s work must fall on two of tiiese cards, which 
he puts into his own card>case. and leaves the rest bebind,”-^ A tAenaum, 

Engineering Fieldworh. 

THE PRACTICE OF ENGINEERING FIELDWORK, afflied 
to Land and Hydraulic, Hydrographic, and Submarine Surveying and Levelling, 
Second Edition. Revised, with considerable Additions, and a Supplement on 
Waterworks, Sewers, Sewage, and Irrigation. By W. Davis Haskoll, C.£. 
Numerous Folding Plates. In One Volume, demy 8vo, £1 55. cloth. 

Large Tunn^ Shafts. 

THE CONSTRUCTION OF LARGE TUNNEL SHAFTS : A 

Practical and Theoretical Essay. By J. H. Watson Buck, M. Inst. C.E , 
Resident Engineer, London and North-Western Railway. Illustrated with 
Folding Plates, royal 8vo, 12s. cloth. 

**Maxiy of the methods given are of extreme practical value to the mason ; and the observations 
on 'the form of arch, tlie rules for ordering the stone, and the construction of the templates will be 
found of considerable use. We commend the book to tlte engineering profession.” — Buiidine 
News. 

" Win be r^farded by civil encineers as of the utmost value, and calculated to save much time 
and obviate many mistakes ." — Coiltery Gttardian. 

Field^Eook for Engineers. 

THE ENGINEER'S, MINING SURVEYOR'S, AND CON- 
TRACTOR* S FIELD-BOOK. Consisting of a Series of Tables, with Rules, 
Explanations of Systems, and use of Thec^olite for Traverse Surveying and 
Plotting the Work with minute accuracy by means of Straight Edge and Set 
Square only ; Levelling with the Theodolite, Casting-out and Reducing 
Levels to Datum, and Plotting Sections in the ordinary manner ; setting-out 
Curves with the Theodolite by Tangential Angles and Multiples, with Right 
and Left-hand Readings of the Instrument: Setting-out Curves without 
I'heodolite. on the System of Tangential Angles by sets of Tangents and Off- 
sets : and Earthwork Tables to 80 feet deep, calculated for every 6 inches in 
depth. By W. Davis Haskoll, C.E. With numerous Woodcuts. Fourth 
Edition, Enlarged. Crown 8vo, las. cloth. 

**The book is very handy, and the author might have added that the separate tables of sines 
and tangents to every minute will make it useful for many other purposus, the genuine traverse 
tables exiting all the same."-~Ae/ieftieum. 

Every person engaged in engineering field operations will estimate the importance of such a 
work and tlte amount of valuable nme which will be saved by reference to a sot of reliable tables 
prepar^ with the accuracy and fulness or those given in this volume.' News. 

Earthwork^ Measurement and Calculation of. 

A MANUAL ON EARTHWORK. By Alex, J. S. Graham, 
C.E. With numerous Diagrams. i8mo, as. 6 d. cloth. 

** A great amount of practical information, very admirably arranged, and available for rpugh 
estimates, as well as for the more exact calculations required in the engineer's atid .coutractor's 
oIBcea."— 

Strains. 

the STRAINS ON STRUCTURES OF IRONWORK; with 

Practical Remarks on Iron Constnict'on. By F. W. Shsxlds, M. lust. C.E. 
Second Edition, with 5 Plates. Royal 8vo, 5s. cloth. 

** The student canmrt find n better little book on this subject.’'— 

Strength of Ceut Iron, etc. 

A PRACTICAL ESSAY ON THE STRENGTH OF CAST 
IROS AND OTHER HBTALS. By Thomas THSoaoLO, C.B Piltb 
fidition, indnding HoDOxxMaoM’f Experimental Keaearches. 8 vo, 11s. cloth. 
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MydruuUe TaMes. 

HYDRAULIC TABLES, CO-EFFICIENTS, and FORMULAE 

M finding Discfmrge of Water from Orifices, Notches, Weirs, Pipes, and 
Rivers, With New Formula, Tables and General Information on Rainfall, 
Catchment-Basins, Drainage, Sewerage, Water Supply for Towns and Mill 
Power. By John Neville, Civil Engineer, M.R I. A. Third Edition, care- 
fnlly revised, with considerable Additions. Numerous Illustrations. Crown 
8vo, X4S. cloth. 

Alike valuable to students and engrlneers in practice ; its study win prevent the annoyance of 
avoidable failures, and assist them to select the readiest means of successfully carryina out any 

given work connected with hydraulic engineering.’*— .r * 

‘‘ it is, of all English books on the subject, the one nearest to completion. . . . From the 
good arrar^fcnient of the matter, ihe clear explanations, and abundance of formulae, the carefully 
cttlculated tablcSi and, above all, the thorough acquaintance with both theorv and construction 
which is displayed Irom firj^t to last, the book will be found to be an acquisition. 

Hiver ISngineering. 

RIVER BARS : The Causes of their Formation, and their Treatment 
by ** Induced Tidal Scour." With a Description of the Successful Reduction 
by this Method of the Bar at Dublin. By I. J. Mann, Assist. Eng. to the 
Dublin Port and Docks Board. Royal 8vo, 7s. 6 d. cloth. 

“ Vf’e recommend all interested in harbour works — and, indeed, those concerned in the improve- 
ments of rivers generally — to read Mr. Mann's interesting work on tlie treatment of river bars.’ — 
Enji’twer. 

“ The anther’s d!scus.sion on wave-action, currents, and scour is InteUigent and interesting. . . 
s most valuable contribution to the history of this branch of eugineenng." — Et^gifuering and 
Mining journal. 

IlydratUics, 

HYDRA ULIC MANUAL. Consisting of Working Tables and 
Explanatory Text. Intended as a Guide in Hydraulic Calculations and Field 
Operations. By Lowis D’A. Jackson. Fourth Edition. Rewritten and En- 
larged. Large crown 8vo, i6s. cloth. 

*' From the great mass of material at his command the author has constructed a manual which 
may be accepted as a trustworthy guide to this branch of the engineer's profession. We can 
heartily recommend this volume to all who desire to be aequainted with the latest development of 
this important six\i}^cx."—kngineertng. 

” The standard work in this department of mechanics. The present edition has been brought 
abreast of the most recent practice." — itcotsman. 

"The most useful feature of this work is its freedom from what is superannuated and its 
thorough adoption of recent experiments ; the text is, in fact, in great part a short account the 
great modem experiments," — Naturt, 

Tramways and their Worhing. 

TRAMWAYS : THEIR CONSTRUCTION AND WORKING. 
Embracing a Comprehensive History of the Sy.'stem ; with an exhaustive 
Analysis of the various Modes of Traction, including Horse-Power, Steam, 
Heated Water, and Compressed Air ; a Description of the Varieties of Rolhng 
Stock: and ample Details of Cost and Working Expenses: the Progress 
recently made in Tramway Construction, &c. Ac. By D. Kinnear Clark, 
M. Inst. C.E. With over 200 Wood Engravings, and 13 Folding Plates. Two 
Vols., large crown 8vo, 30s. cloth. 

" Atl interested in tramways must refer to it, as all railway engineers have turned to the author’s 
work ‘Railway yi achinery. "’—EngtH^cr. 

" An exh.TUstive and practical work on tramways, In which the history of this kind of locomo- 
tion. and a deitcription and cost of the various modes of laying tramways, are to be found. ’7- 
Buifdi -g News. 

" The best form of rails, the best mode of construction, and the best mechanical appliances 
are so airly indicaiert in the work under review, that auy engineer about to construct a tramway 
will be enabled at once to obtain the practical information which will be of most service to him."— 
Afhsnaum, 

Oblique Arches. 

A PRACTICAL TREATISE ON THE CONSTRUCTION OF 
OBLIQUE ARCHES* By John Hart. Third Edition, with Plates. Im- 
perial ovo, 8$. cloth. 

Strength of QirderSe 

GRAPHIC TABLE FOR FACILITATING THE COM PUT A* 
TION OF THE WEIGHTS OF WROUGHT IRON AND STEEL 
girders , & c ., for Parliamentary and other Estimates. By J. H. Watson 
Buck, M. Inst, C.E, On a Sheet, 2s,6d, 
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2%e Modernised ** Templeton.’* 

THE PRACTICAL MECHANIC'S WORKSHOP COM- 
PA NJON, Comprising a ^eat variety of the most useful Rules and Formula 
in Mechanicall^ience, with numerous Tables of Practical Data and Calcu- 
lated Results for Facilitating Mechanical Operations. By William Temple- 
ton, Author of “The Engineer’s Practical Assistant,” &c. &c. An Entirely 
New Edition, Revised, Modernised, and considerably Enlarged by Walter 
S. Hutton, C.E., Author of “The Works' Manager's Handbook of Modern 
Rules, Tables, and Data for Engineers,” &c. Fcap. 8vo, nearly 500 pp., with 
8 Platen and upwards of 250 Illustrative Diagrams, 6s., strongly bound for 
workshop or pocket wear aud tear. published. 

•ar* Templeton's *' Mechanic's Workshop Companion" has been for more 
than a quarter of a century deservedly popular^ having run through numerous Edi- 
tions ; and, as a recognised Text-Book and well-worn and thumb-marked Vcide 
mecum of several generations of intelligent and aspiring workmen, it has had the 
reputation of having been the means of raising many of them in their position in life. 

In its present greatly Enlarged, Improved and Modernised form, the, Publishers 
are sure that it will commend itself to the English workmen of the present day all 
the world over, and become, like its predecessors, their indispensable friend and 
referee. 

A smaller type having been adopted, and the page increased in size, while the 
number of pages has advanced from about 330 to nearly 500, the book p tactically con» 
tains tioubie the amount of matter that was comprised in the original work. 

Opinions of the Press. 

•* In its mod<>rnised form Hutton's ‘ Templeton ‘ should have a wide sale, for It contains much 
valuable information which the mechanic will often find of use, and not a few tables and notes which 
he n.ight look for in vain in other works. This niocl^^rnised edition will be appreciated by all who 
have learned to value the original editions of * Templeton.’ ' — bnglish Mechanic. 

“It has met with great success in the engineering workshop, as we can testify ; and there are 
a great many men who, in a great measure, owe their rise in life to this little \iOQ)t.y—BuUding 
Aert-s. 

Engineer's and Machinist's Assistant, 

THE ENGINEER'S, MILLWRIGHT'S, and MACHINIST'S 

PRACTICAL ASSISTANT. A collection of Useful Tables, Rules and Data. 
By William Templeton. Seventh Edition, with Additions. x8mo, zs. 6d. 
cloth. 

** Templeton's handbook occupies a foremost place among books of this kind. A more suitable 
present to an apprentice to any of the mechanical trades could not possibly be 
News. 

Turning, 

LATHE^WORK : A Practical Treatise on the Tools, Appliances, 
and Processes employed in the Art of Turning. By Paul N. Hasluck. 
Third Edition, Revised and Enlarged. Crown ovo, 5s. cloth. 

** Written by a man who knows, not only how work ought to be done, but who also knows how 
to do it. and how to convey his knowledge to others." - EitKiiteerr.nK. 

We can safely recommend the work to young engineers. T u the amateur it will simply be 
invaluable. To the student it will c(-nycy a great deal of useful inror,i<atlon.”— 

“ A compact, succinct, and Iiandy'guide to latbe<work did not exist in our language until Mr. 
Hasluck, by the publication of this treatise, gave the Xvxo^ n.\x\i^vade m€CMni,''-~-HoHse Decorator. 

Iron and Steel, 

“ IRON AND STEEL " ; A Work for the Forge, Foundry, Factory^ 
and Office. Containing ready, useful, and trustworthy Information for Iron- 
masters and their Stock-takers ; Managers of Bar, Rail, Plate, and Sheet 
Rolling Milts: Iron and Metal Founders; Iron Ship and Bridra Builders ; 
Mechanical, Mining, and Consulting Engineers ; Architects, Contractors, 
Builders, and Professional Draughtsmen. By Charles Hoars, Author of 
“ The Slide Rule,” &c. Eighth Edition, Revised throughout and considerably 
Enlarged. With folding Scafe«i of" Foreign’ Measures compared with the 
English Foot," and “Fixed Scales of Squares, Cubes, and Roots, Areas, 
Decirbal Equivalents, &c.’* Oblong 32mo, leather, elastic band, 6t. 

For comprohensivenass the book has sot its equal.**— / wm. 

"One of tne best of the pocket boidcs, and a usehil companion in other branches of work than 
ibon and sfeed."— SftfAirA Mechanic, 

** We cordialty recommend this book to those engaged in considering the details of aO kinds ol 
hron and steel works.**— Ahew/ Science. 
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St^am JSoUerB, 

A TREATISE ON STEAM BOILERS: Their Strength, Con- 
struction, and Economical Working, By Robert Wilson, C.B. Fifm Editioa. 
laiao, ts. cloth. 

"Th© best treatise that has ever been published on steam boilers.’’— 

**The author shows himself perfect master of his subject, and we heartily recommend aU m* 
ployinfr steam power to possess themselves of the work,”— ’j Iron Trade CtraUar, 

Boiler Making. 

THE BOILER-MAKER'S READY RECKONER. With Ex- 
amples of Practical Geometry and Templating, ior the Use of Platers, 
Smiths and Riveters. By John Courtney, Edited by D. K. Clark, M.l.C.E* 
Second Edition, revised, with Additions, xamo, 5 s. halNbound. 

*' A most useful work. .... No workman or apprentice should be without this book. — > 
Iron Trade Ctrewar. 

‘’A reliable guide to the working boUer*maker.” — Iron. 

“ UoUer-makers will readily recognise the value of this volume. . . . The tables are clearly 
printed, and so arranged that tiiey «.an be referred to with the greatest facility, so that it cannot be 
doubted that they will be generally appreciated and much usea."~Mt*tittg Journal. 

meant Kngiue, 

TEXT-BOOK ON THE STBAM ENGINE : With a Sup- 
plement on GAS ENGINES. By T.M. Goodbye, W.A., Barnster-at-Law, 
Autlior <>t Tb«* Elements of Mechanism,” 8cc. Eighth Editioa, enlarged. 
With numerous Illustrations Crown 8 vo, ts, cloth. 

Steam. 

THE SAFE USE OF STEAM. Containing Rules for Un- 

professional Steam-users. By an Engineer. Fifth Edition. Sewed, 6d. 

•‘If steam-users would but learn this little book by heart, boUcr explosions would become 
sensations by their rarity." — JUngltsh Mechanic. 


Coal and Speed Tables. 

A POCKET BOOK OF COAL AND SPEED TABLES, for 

Engineers and Steam-users. By Nelson Foley, Author of “Boiler Con- 
struction.” Pocket-size, 3 $. 6d. cloth ; ^s. leather. 

“ This is a very useful book, containing very useful tobies. The results given are well chosen, 
and the volume contains evidence that the author really understands his subject. We can recom- 
mend the work with plcsisutfs."— Mechanical lyarld. 

“ These tables are designed to meet the requirements of every-day use ; they are of sufbcient 
scope for most practical purposes, and may be commended to engineers and users of steaui. 

“ This pocket-book well merits the attention of the practic^ engineer, ^ 

oiled a very useful set of tobies, the infomiation contained m winch is frequently required by 
engineers, coal consumers and users of steam .” — Iron and coal Trades Review. 


Fire Engineering. 

FIRES, FIRE-ENGINES, AND FIRE-BRIGADES. With 
a History of Fire-Engines, their Construction, Use, and Management : Re- 
marks on Fire-Proof Buildings, and the Preservation of L^e from Fire , 
Statistics of the Fire Appliances in English Towns ; l^^^Witli 

Hints on Fire Brigades, &c. &c. By Charles F. T. Young, C.E. With 

is aeewrate and full.**— 


Qaa JAghting. _ , . . . 

COMMON SENSE FOR GAS-USERS: A Catechssm of Gm- 

L^hting for HousehoUm, GaofitUrs, 

U wood Ei. 


gravings, ts. 6d. 

•• AO gaa-usenwmdecMedly benefit, both la pocket and 

at Mf. WSioa't anmsdlM.-—£Hgineeri>v. 


comfort, if they win avail tfaemaelvea 
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Sti^ne-'MH^rking Machinery. 

STONE-WORKING MACHINERY, and the Rapid and Economi- 
cal Conversion of Stone, With Hints on the Arrangement and Management 
of Stone Works, by M. Powis Bale. A.M.I.C.E. With nomerons 

Illustrations. Large crown 8vo, 9s. cloth. 

**Tt)e bo<dc idiould be fat the hands of every mason or student of stone-work.*’— 
Guardian, 

Engineer's Reference Book. 

THE WORKS* MANAGERS HANDBOOK OF MODERN 
RULES, TABLES, AND DATA. For Engineers, Millwrights, and Boiler 
Makers; Tool Makers, Machinists, and Metal Workers; Iron and Brass 
Founders, &c. By W. S. Hutton, Civil and Mechanical Engineer. Third 
Edition, carefully revised, witn Additions. In One handsome Volume, medium 
8vo, price 25$. strongly bound. 

•’The author treats every subject from the point of view of one who has collected workshop 
notes lor application in workshop practice, rather than from the tbeoretii.al or literary a 8 i>ect. 1 he 
volume contains a freat deal of that kind of information which is gained oiUy by practical experi- 
ence, and is seldom written in books." — Engineer. 

"The volume is an exceedingly useful one. brimful with engineers notes, memoranda, and 
rules, and well worthy of being on eveiy' mechanical engineers bookshelf. . . . There is 
valuable information on every page.” — Meihantcal fforld. 

" The information Is predsely that likely to be required in practice. . . . The work forms 
a desirable addition to the library, not only of the works’ manager, but of anyone connected with 
general enKtneering."— journal. 

"A formidable mass of facts and figures, readily acccsssible through an elaborate index 
.... Such a volume will be found absolutely necessary as a book of reference in all sorts 
of ‘works’ connected with the metal trades. . . . Any ordina^ foreman or workman can find 
all he wants in the crowded pages of this useful work.’* — Hyland 's Iron Trades Circular 

Engineering Construction. 

PATTERN-MAKING : A Practical Treatise, embracing the Main 
Types of Engineering Construction, and including Gearing, both Hand and 
Machine made, Engine Work, Sheaves and Pulleys, Pipes and Columns, 
Screws, Machine Parts, Pumps and Cocks, the Moulding of Patterns in 
Loam and Greensand, &c., together with the methods of Estimating the 
weight of Castings; to which is added an Appendix of Tables for Workshop 
Reference. a Foreman Pattern Maker. With upwards of Three 
Hundred and Seventy Illustrations. Crown 8vo, ys. 6d. cloth. 

" A well-written technical guide, evidently written by a man who understands and has prac- 
tised what he has written about ; he savs what he has to say in a plain, straightforward manner. 
Vr‘e cordially recommend the treatise to engmecring students, young Journeymen, and others 
desirous of being initiated into the mysteries of part rn-making.” — fiuMer. 

** We can confidently recommend this conipreliensive treatise.” — Building News. 

** A valuable contribution to the literature of an important branch of engineering construction, 
which is likely to prove a welcome guide to many workmen, especially to draughtsmen who have 
lacked a training m the shops, pupils pursuing their practical studies m our factories, and to em- 
plo3rer8 and managers in engineering 'woxV&. — Hardware Trade Journal. 

"More than 370 illustrations help to explain the text, which is, however, alwa3rs clear and ex- 
plicit, thus rendering the work an excellent vade mecum for the apprentice who desires to become 
master of his trade.’ —ffryrfir* Mechanic. 

Smithes Tables for Mechanics^ etc. 

TABLES, MEMORANDA, AND CALCULATED RESULTS, 
FOR MECHANICS, ENGINEERS, ARCHITECTS, BUILDERS, etc. 
Selected and Arranged by Francis Smith. Third Edition, Revised and En- 
larged, 350 pp., waistcoat-pocket size, is. 6d. limp leather. 

" It would, perhaps, be as difficult to make a small pocket-book selection of notes and formulip 
to suit ALL etmneers as it would be to make a universal medicine ; but Mr. Smith's waistcoat- 
pocket ccdlection may be looked upon as a successful attempt.”— 

" The best exanmle we have ever seen of 950 pages of usefiil matter packed Into the dimen- 
sions of a card-case.**— News. 

"A veritable pocket treasury of knowledge.**— -/rvn. 

The Migh^Bressiire Steam Engine. 

THE HIGH-PRESSURE STEAM-ENGINE : An Exposition 
of its Com^rative Merits and an Essay towards an Improved System of donstruc- 
tum. By Dr. Ernst Alban. Translated from the German with Notes, by 
Dr. Pole, M. Inst. C.E., &c. With 38 Plates. 8vo, x6s. 6d, cloth. 

"Coes ttaoroughty into the examination of the high-p^resture et^grine, the boiler, and Its append- 
S«es, and deserves a placa In every scientific library.'—SiSMUM Shi^^ing CknmicU, 




MININC AND MINING INDUSTRIES. 


MINlKa AND MINING INDUSTRIES. 


MetiMiferous Mining^ 

BRITISH MINING : A Treatise on the History, Discovery, Practical 
Development, and Future Prospects of Metalliferous Mines in the United King- 
dom. By Robekt Hunt, F.R-S., Keeper of Mining Records; Editor £>f 
“Ure’s Uiciionary of Arts, Manufactures, and Mines," &c. Upwards of 950 
pp., with 230 Illustrations, Super-royal 8vo, £3 3s. cloth. 

Opinions of the Press. 

*‘One of the most valuable works of reference of modem times. Mr. Hunt, as keeper of mining 
recmrds of the United Kingdom, lias had opportunities for sucb a task not enjoyed by anyone else, 
and has evidently made the most of them. . . . The language and style adopted are good, and 
treatment of the various subjects laborious, conscientious, and scientific.'' — Engineering'. 
‘‘Probably no one in this country was better qualified than Mr. Hunt for undertaking such a 
work. Brought into frcciuent and close association during a long life-time with the principal guar- 
dians of our mineral and metallurgical industries, ho enjoyed a position exceptionally favourable 
for collecting the necessary information. The use which he has made of his opportunities is suffi- 
ciently attested by the dense mass of information crowded into the handsome volume which has 
Just been published. ... In placing before the reader a sketch of the present position of 
British Mining, Mr. Hunt treats his subject so fully and illustrates it so amply that this section really 
forms a little treatise on practical mining. . . . The book is. in fact, a treasure house of statistical 
information on mining subjects, and we know of no other work embodying so great a mass of matter 
of this kind. Were this the only merit of Mr. Hunt s volume it would oe sufficient to render it 
indispensable in the library of everyone interested in the development of the mining and metallut^ 
gical industries of this coxaiX.ty."—Athenceum. 

“ A of information not elsewhere available, and of the greatest value to those who may 
be Interested in our great mineral industries.” — Engineer. 

“ A sound, business-like collection of interesting facts. . . . The amount of information 
Mr. Hunt has brought together is enormous. . . . The volume appears likely to convey more 
instruction upon the subject than any work hitherto published."— Joumal. 

“The work will be for the mimug industry what Dr. Percy's celebrated treatise haw been for the 
metallurgical— a book that cannot vwth advantage be omitted from the library. —Iron and Coal 
Trades' Revirw. 


“The literature of mining has hitherto possessed no work approaching in importance to that 
which has lust been published. There is much in Mr. Hunt's valuable work that every shareholder 
in a mine should read with close attention. The entire subject of pmctic^ mining— from the first 
search -or the lode to the latest stages of dressing the ore— is dealt with m a masterly manner. 
— Ac^emy. 

Coal and Iron* 

THE COAL AND IRON INDUSTRIES OF THE UNITED 

KINGDOM. Comprising a Description of the (^oal Fields, and of the Princi- 
pal Seams of Coal, with Returns of their Produce ami its Distribution, and 
Analyses of Special Varieties. Also an Account of the occurrence of Iron 
Ores in Veins or Seams; Analyses of each Variety; and a History of the 
Rise and Progress oi Pig Iron Manufacture since the year 1740. exhibiting the 
Economies introduced in the Blast Furnaces fonts ProduetK^and Improv^ 
ment. By Richard Meade, Assistant Keeper _ot W«mng Records, With 
Maps of the Coal Fields and Ironstone Deposits of the United Kingdom. 
8vo £\ 8s. cloth. 

Ubrary.”— /rw» and Coal Trades Review. „ i 

"An exhaustive treatise and a valuable work of reference. •— Mining youmai. 

TProsnoctlng* ^ ^ r av 

Caliionia,’* Small crown 8vo, 3s. 6d. cloth. 

"Will supply a much felt want, cspec*aUy fS^wyone, not a sprcialist. to 

terms, and hla book is the best of its kind.'— ^ fh» 

“How to and commercial minerals, and ^2.^ *.ho?iSs nSiagedto pack as much practical 
leading points to which attention is directed. The a^hor ^ SmS its size.”— Af f^rnal. 

his pages as would supply material for a bwk thi^ nmw 1 s ^ ^ gad 

“ Those toilers who the trodden or u^dden tracks on the f 

W at is useful to them in this book. —A thetueum. 
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MetaUiferons Minerals and Mining^ 

TREATISE ON METALLIFEROUS MINERALS AND 
MINfNG. By D. C. Davies, F.G.S., Minins' Engineer, Stc,, Author of “A 
Treatise on Slate and Slate Quarrying.*' Illustrated with numerous Wood 
Engravings. Second Edition, carefully Revised. Crown 8vo, 12s. 6d. cloth. 
*'Neitherth6 i>ractical miner nor the general reader interested in mines, can have a better book 
fbr Us companion and his guide."— youmat. 

••The volume Is one which no student of mineralogy should bo y«\Xhout.”— Colliery Guardian* 
W doing our readers a service in calling their attention to this valuable vfotk."— Mining 

•• A hook that will not only be useful to the geologist, the practical miner, and the metallurgist . 
but also very interesiing to the general public." — Jroft. 

•* As a history of the present state of mining throughout the world this book has a real value, 
and it supplies an actual want, for no such information has hitherto been brought together within 
such limtted space.”— jItAettaum. 

Earthy Minerals and Mining. 

A TREATISE ON EARTHY AND OTHER MINERALS 
AND MINING. By D. C. Davies, F.G.S. Uniform with, and forming a 
Companion Volume to, the same Author’s *‘ Metalliferous Minerals and 
Mining.” With 76 Wood Engravings. Crown 8vo, 12s. bd. cloth. 

•• It is essentially a practical work, intended primarily for the use of practical men. . . . We 
do noc remember to have met with any English work on mining matters that contains the same 
amount of information packed in equally convenient toxvn.”— Academy. 

• The book is clearly the result of many years’ careful work and thought, and we should be 
nclined to rank it ns among tbe very best of the handy technical and trades manuals which have 
recently appeared .” — Brittsh Quarterly Review. 

••The subject nmtter of the volume will be found of high value by all— and they are a numer* 
ous class — who trade in earthy Taxtietd}&.”—Athe$ta;um. 

“Will be found of permanent value for information and reference.” — Iron. 

Underground JPumping Machinery. 

MINE DRAINAGE. Being a Complete and Practical Treatise 
on Direct-Acting Underground Steam Pumping Machinery, with a Descrip- 
tion of a large number of the best known Engines, their General Utility and 
the Special Sphere of their Action, the Mode of their Application, and 
their merits compared with other forms of Pumping Machinery. By Stephen 
Michell. 8vo, 15s. cloth. 

“Will be highly esteemed by colliery owners and lessees, mining engineers, and students 
generally who require to be acquainted with the best means of securing the drainage of mines. It 
K a most valuable work, and stanua almost alone in the literature of steam pumping machinery."— 
Colliery Guardian. 

“ Much valuable information is given, so that the book is thoroughly worthy of an extensive 
circulation amongst practical men and purchasers of machinery." — Mining- youmat. 

Mining Tools. 

A MANUAL OF MINING TOOLS. For the Use of Mine 
Managers, Agents, Students, &c. By William Morgans, Lecturer on Prac- 
tical Mining at the Bristol School of Mines, zamo, 35. cloth boards. 

ATLAS OF ENGRAVINGS to Illustrate the above, contain- 
ing 235 Illustrations of Mining Tools, drawn to scale. 4to, 6s. cloth boards. 
••Students in the science of mining, and overmen, captains, managers, and viewers may gain 
practical knowledge and useful hints by the study of Mr. Morgans’ manual .* — Colliery Guardian. 

•• A valuable work, which will tend materially to improve our mining literature.’ 
yoHrftal. 

Coal Mining. 

COAL AND COAL MINING: A Rudimentary Treatise on. By 
Warinoton W. Smyth, M.A., F.R.S., &c., Chief Inspector of the Mines of 
the Crown. New Edition, Revised and Corrected. With numerous Illustra- 
tions. x2mo, 4s, cloth boards. 

*• As an outline is given of every known coal-field In this and other countries, as well as of the 
prindpel methods of working, the book will doubtless Interest a very large number of readers."— 
Mitting yourneU, 

Subterraneous Surveying. 

SUBTERRANEOUS SURVEYING. ElemenUey and Praetteal 
Tieatm on; with and without the Magnetic Needle. By Thomas Fenwick* 
Surveyor of Mines, and Thomas Baksr, C.B. zsmo, 3s. olothlioarda. 




VAVAl. ASPHTTECTURE, NAVIGATION, etc . n 

NAVAL ARGHXTBCTUBB:, navigation, eto. 


Chain Cables. 

CHAIN CABLES AND CHAINS. Comprising Sizes and 

Curves of Links, Studs, &c., Iron for Cables and Chains, Chain Cable and 
Chain Making, Forming and Welding Links, Strength of Cables and Chains, 
Certificates for Cables, Marking Cables, Prices of Chain Cables and Chains, 
Historical Notes, Acts of Parliament, Statutory Tests, Charges for Testing, 
List of Matiuf<cturers ot Cables, &c.,&c. By Thomas W.'I raill,F.E.R.N., 
M. Inst. C.E . the Engineer Surveyor in Chief, Board of Trade, the Inspector 
of Chain Cable and Anchor Proving Establishments, and General Superin> 
tendent, Lloyd's Committee on Proving Establishments. With numerous 
Tables, Illustrations and Lithographic Drawings. Folio, £2 2s. cloth, 
bevelled boards. 

“ The autJior writes not only with a full acquaintance with scientific formuize and d«*t.'iils, but 
also with a profound and fully-instructed sense of the importance to the safety of our ships aitd 
sailors of fiilehty in the manufacture of cables. We heartily recommend the 000k to the specialists 
to whom It is addressed.” — Atfutueum. 

“ It contains a vast amount of valuable information. Nothing soems to be wanting to make it 
a complete and suudard work of reference on the subject.”-— iVaK/far/ lifa^asitie. 

Pocket- JSooh for Naval A.rchiteets and, Shipbuilders, 
THE NAVAL ARCHITECT'S AND SHIPBUILDER'S 
POCKET-BOOK of Fonmitep, Rules, anti Tables, and Marine Engineer's and 
Surveyor’s Handy Book <■•/ Reference. By Clemkkt Mackrow, Member of the 
Institution of Naval Architects, Naval Draughtsman. Third Edition, Re- 
vised. With numerous Diagrams, &c. Fcap., izs. 6d. strongly bound in 
leather. 

“Should be used by all who are engaged In the construction or design of vessels. . . . Will 

he found to contain the most useful tables and lorinulre required by shipbuilders, carefully collected 
from the best authorities, and put together m a popular and simple form." — J-.uftnerr 

“The professional shipbuilder has now, in a convenient and accessible form, reliable date for 
solving many of the numerous problems that present themselves in the course of his work, —Jren, 
“There is scarcely a subject on which a naval architect or shipbuilder can require to refresh 
his memory which will not be found within the covers of Mr. Mackrow’sbook.”— 

JPocket^ Book for Marine Engineers* 

A POCKET-BOOK OF USEFUL TABLES AND FOR- 
MVEM FOR MARINE ENGINEERS. By Frank Proctor, A.I.N.A 
Third Edition. Royal same, leather, gilt edges, with strap, 4s. 

“We recommend It to our readers as going far to siipt»ly a long-felt want.”— Navai Science, 

“A most useful companion to all marine engineers.”-- C/mVrrf Servtce uazeiCe, 

Lighthouses. 

EUROPEAN LIGHTHOUSE SYSTEMS, Being a Report of 
a Tour of Inspection made in 1873. By Major George H. Elliot, Corps ot 
Engineers, U.S.A, With 51 Engravings and 31 Woodcuts. 8vo, 21s. cloth. 


* * The following are published in Wkale's Rudimentary Seri^. 
MASTING, MAST-MAKING, AND RIGGING OF SHIPS, By 
Eobkrt Kipping, N.A. Fifteenth Edition. i2mo, as. 6d. cloth boards. 


SAILS AND SAIL-MAKING, Eleventh Edition, Enlarged, with 
an Appendix. By Robert Kipping, N.A. Illustrated. lamo, 3s. cloth boards. 

NAVAL ARCHITECTURE, By James Peake. Fifth Edition 
with Plates and Diagrams, lamo, 4s. cioth boards. 


MARINE ENGINES AND STEAM VESSELS (A Treatise on) 

Bv Robkrt Murray C E Principal Officer to the Board of Trade tor tno 
East Coast of Scotland’ District, Edition, thoroughly Revis^ 

considerable Additions, by the Author and by George Carlisle, 
Senior Surveyor to the Board of Trade at Liverpool. i2mo, 5s* cloth boards. 

PRACTICAL NAVIGATION. Consisting of the Sailor^Sea- 
Rook bv Tames Greenwood and W. H. Rosser ; together with^e requisite 

£df.bo?Jr** "" 

H en ry Law, C«E«j and Professor J. R. You no, ismo, 7**» bouno. 
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NATURAL PHILOSOPHY AND SOIBNOX- 

Text Book of JElectricity. 

THE STUDENTS TEXTBOOK OF ELECTRICITY. By 
Hbnry M. Noad, Ph.D., F.R.S., F.CS. New Edition, carefully Revised. 
With an Introduction and Additional Chapters, by W. H. Freece. 
Vice-President of the Society of Telegraph Engineers, &c. With 470 lUustra 
tions. Crown 8vo, izt. 6d. cloth. 

**The oris^nal plan of this book has been carefully adhered to so as to make it a reflex of the 
existing state of electrical science, adapted for students. . . . Discovery seems to have pro* 
gressca with marvellous strides ; nevertheless it has now apparently ceased, and practical appiica* 
tions have commenced their career : and it is to give a faithful account of these that this fresh 
edition of Dr. Noad’s valuable text-book is launched iorih.'’— Extract fr^tn IntrodiiciioH by IV, U. 
Prtece, A‘jy. 

** Wo can recommend Dr. Noad's book for clear style, great range of subject, a good index, 
and a plethora of woodcuts. Such collections as the present are indispensable. —..4 

“An admirable text-book for every student— beginner or advanced — of electricity.* — 
Enffinesr^g, 

“Dr. Noad's text-book has earned for itself the reput.ition of a truly scientific manual for the 
student of electricity’, and gladly hail this new amended edition, which brings it once more to 
the front. Mr. Preece as reviser, with the assistance of Mr. H. K. Kem(>e and Mr. J. P. Edwards, 
has added all the practical results of recent invention and research to the admirable theoretical 
expositions of the author, so that the book is almut as complete and advanced as it is possible for 
any book to be within the limits of a text-book." — TtUgraphic journal, 

JtHeetricit ff. 

A MANUAL OF ELECTRICITY : Including Galvanism, Mag- 
netUm, Dia^Magnetism, Electro- Dynamics, Magno-Elcctricity, and the Electric 
Telegraph. By Henkt M. Noad, Ph.D., F.R.S., F.C.S. Fourth Edition. 
With 500 Woodcuts. 8vo, £i 4s, cloth. 

“The accounts given of electricity and galvanism are not only complete in a scientific sense, 
but, whirh is a rarer thing, are popular and interesting.” — Lancet, 

“It is worthy of a place in the library of every public iustitution.’*— youmaL 

Electric JLighU 

ELECTRIC LIGHT : Its Production and Use. Embodying Plain 
Directions for the Treatment of Voltaic Batteries, Electric Lamps, and 
Dynamo-E'ectric Machines. By J. W. U rqu hart, C.E., Author of “ Electro- 
plating: A Practical Handbook ” Edited by F. C. Webb, M I.C.E , M.S. P.E. 
S^ond Edition, Revised, with large Additions and 128 illusts. 75. 6d. cloth. 

“ The book is by far the best that we have vet met with on the subject." — Atkenautn. 

“It is the only work at present available which gives, in language inielhgiblc for the most part 
to the ordinary reader, a general but concise history of the means which have been adopted up to 
tlie present time in produemg the electric Metropolitan 

Electric lAghtingo 

THE ELEMENTARY PRINCIPLES OF ELECTRIC LIGHT- 
ING. By Alan A. Campbell Swinton, Associate S.T.E. Crown 8vo, 
IS. 6 d., cloth. (Just published, 

“ As a stepping-stone to treatises of a more advanced nature, this little work will be found 
most Bookseller. 

“ Anyone who desires a short and thoroughly clear exposition of the elementary principles of 
electric-lighting cannot do better than read this little work. —Bradford Observer. 

l>ro JLa/rdner^s School Handbooks. 

NATURAL PHILOSOPHY FOR SCHOOLS. By Dr. Lardner. 

328 Illustrations. Sixth Edition. One Vol., 3s. 6d. cloth. 

“ A very convenient class-book for junior students in private schools. It is intended to convey, 
in cleat and pre<^ terms, general notions of all the principal divisions of Physical Science."-— 
British Quarterly Review. 

ANIMAL PHYSIOLOGY FOR SCHOOLS. By Dr. Lardner. 

With 190 Illustrations. Second Edition. One Vol., 35. 6d. cloth. 

“Cteariy written, w^ arranged, and excellently illustrated."— CHronicU. 

JDr. Lardner’e Electric Telegraph. 

THE ELECTRIC TELEGRAPH. By Dr. Larunb*. R«. 
vised and Re-written by B. B. Bright, F.R.A.S. 140 Illustrations. Small 
8tho, ts. 64 . cloth. 

“One trf the most readalde books extant on die Electric Teliigri 4 >h."— Meehemie. 




MATffEMATICS, GEOMETRY, TABLES, etc. 


MATHEMATIC S, GEOMETRY , TABLES, etc. 

JBractical Mathematics, 

MATHEMATICS FOR PRACTICAL MEN. Being a Com- 
moB'place Book of Pure and Mixed Mathematics. Designed chiefly for the 
Use of Civil Engineers, Architects and Surveyors. By Olimthus Greg- 
ory, LL.D., F.R.A.Sm Enlarged by Henry Law, C.E. 4th Edition, care- 
fully Revised by J. R. Young, formerly Professor ot Mathematics, Belfast 
College. With 13 Plates, bvo, £i is. cloth. 

“The engineer or architect will here find ready to his hand rules for solving nearly every 
mathematu al diihculty that may arise in his practice. The rules are iu all cases explained by 
means of examples, in which every step of the process is clearly worked out.'’—BuiUUr. 

“One ot the most serviceable books for practical mechanics. . . . It is an instructive book 
for the student, and a Text-book for him who. having ome mastered the subjects it treats of, 
needs occasionally to refresh his memory upon Aru/s. 

Metrical Units and Systems^ etc. 

MODERN METROLOGY : A Manual of the Metrical Units 
and Systems of the Present Century, With an Appendix containing a proposed 
English System. By Lowis D’A. Jackson, A.M. Inst. C.E., Author of “ Aid 
to Survey Practice,” iltc. Large crown 8vo, izs. 6d. cloth. 

**The author has brought together much valuable and interesting information. ... We 
oannot but recommend tlie ork to the consideration of all interested in the practical reform of our 
weights and measures.*' — Aa/ure. 

“ For exhaustive tables of equivalent weights and measures of all sorts, and lor clear demonstra- 
ttons of the effects of the various systems tliat have been proposed or adopted, Mr. Jacksons 
treatise is without a tbn\,”-'Acade*ny, 

The Metric System. 

A SERIES OF METRIC TABLES, in which the British Stand- 
ard Measures and Weights ate compared with those of the Metric System atpresetU 
in Use on the Continent. By C. H. Dowling, C.E. bvo, los. 6ti. strongly bound. 

** Their accuracy has been certified by Professor Airy, the Astronomer-Royal.'*— 

“Mr, Dowling’s Tables are well put together as a ready-reckoner for the conversion of one 
system into the other .*’ — AthenauM 

Geometry for the Architect^ Engineer^ etc. 

RRACTICAL GEOMETRY, for the Architect, Engineer and 
Mechanic, Giving Rules for the Delineation and /^plication of vanous 
Geometrical Lines, Figures and Curves. By E. W. *rARN, M. A., Architect, 
Author of “The Science of Building," &c. Second Edition. With Appen- 
dices on Diagrams of Strains and Isometrical Projection. With 172 Illus- 
trations, demy 8vo, 9s. cloth. 

" No book with the same o]>jects in view has ever been published in which the clearness of the 
rales laid down and the illustrative diagrams have been so sntisfartory. —^icotsman. 

••This is a manual for the practical man. whether architect. to e'.JwS 

Object of the author being to avoid all abstruse forn.ulie or 

pe^ns with but a moderate knowlet^e of geometry to w ork out the problems required. Jtngitsn 

Mtchanic. 

The Science of Geometry. 

THE GEOMETRY OF COMPASSES ; or. Problems Resolved 

by the merr Description of Circles and the use of Coloured 

By Oliveb Byrne. Coloured Plates. Crown 8vo, 3s. 6-<- cloth 
The treatlM is a good one. and rem.srkable-like all Mr Byrne’s contnbutious to the science 
of geometry— for the lucid character of its teaching, —htnldtus A ews. 

Iron and Metal Trades^ Ualctilator. 

THE IRON AND METAL TRADES' COMPANION. For 
wTnf>ditioimlv ascertaining the Value of any Goods bought or sold by Weight, 
from IS and from one farthing per pound to one 

•h%ing’ pound. Each Table extends from one 
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INDUSTRIAL AND USEFUL ARTS. 

Soap-making. 

THE ART OF SOAP-MAKING ; A Practical Handbook of the 
Manufacture of Hard and Soft Soaps. Toilet Soahs, &c. Including many New 
Processes, and a Chapter on the Recovery of Glycerine from Waste Levs. 
By Alexander Watt, Author of ** Electro- Metallurgy Practically Treated,” 
&c. With numerous llluatrations. Second Edition, Revised. Crown 8vo, 
gs, cloth. 

’•Th« work will prove very useful, not merely to the technological student, but to the practica 
soapboiler who wishes to understtind the theory of his art .'* — Chemical News. 

“It is really an excellent example of a technical manual, entering, as it does, thoroughly and 
exhaustively both into the theory and practice of soap manufacture." — Knowledge. 

“Mr. Watt's book is a thoroughly practical treatise on an art which has almost no literature in 
our language. We congratulate the author on the success of his endeavour to fill a void in HngU»h 
technical literature."—, t ature. 

Leather Manufacture^ 

THE ART OF LEATHER MANUFACTURE, Being a 
Practical Handbook, in which the Operations of Tanning, Currying, and 
Leather Dressing ate fully Described, and the Principles of Tanning Ex- 

E lained, and many Recent Processes introduced; as also Methods for the 
:stimation of Tannin, and a Description of the Arts of Glue Boiling, Gut 
Dres<iing, &c. By Alexander Watt, Author of ** Soap-Making,” “ Electro- 
' Metallurgy,** Ac. With numerous Illustrations. Crown 8vo, 125. 64. cloth. 
“ Mr. Watt has rendered an important service to the trade, and no less to the student of 
technology.’ —Cnemual fh ews. 

“A sound, comi)reheii.sive<treatise. The book is an eminently valuable production which re- 
donnos to the credit of b »th author and publishers.” — Chemical Review. 

“ This volume is technical without being tedious, comprehensive and complete without being 
prosy, and it bears on every page the impress of a roaster hand. We have never come across a 
better trade treatise, nor one that so thoroughly supplied an absolute want."— and leather 
Trades' Chronicle. 

Loot and Shoe Making. 

THE ART OF BOOT AND SHOE-MAKING, A Practical 
Handbook, including Measurement, Last-Fitting, Cutting-Out, Closing and 
Making, with a Description of the most approved Machinery employed. 
By John B. Leno, late Editor of St. Crispin, and The Boot and Shoe-Maket, 
With numerous Illustrations. Crovra 8vo, 5s. cloth. 

“ This excellent treatise Is by far the best work ever written on the subject. A new work, 
embracing all modem improvements, was much wanted. This want is now satisfied. The chapter 
on clickiiw, which shows now waste may be prevented, will save fifty times the price of the book.” 
—Scottish Leather Trader. 

Dentistry. 

MECHANICAL DENTISTRY : A Practical Treatise on the 
Construction of the various kinds of Artificial Dentures. Comprising also Use- 
ful Formulas. Tables and Receipts for Gold Plate, Clasps, Solders, &c. &c. 
By Charles Hunter. Second Edition, Revised. With upwards of xoo 
Wood Engravings. Crown 8vo, 75. 64. cloth. 

** We can strongly recommend Mr. Hunter's treatise to all students preparing for the profession 
of dentistry, as welTas to every mechanical dentist .” — Dubltn youmal of Aeedtcal Science. 

“A work in a concise form that few could read without gaining information fxova."— British 
youmal nf Dental Science. 

Brewing. 

A HANDBOOK FOR YOUNG BREWERS. By Hbrbb%t 
Edwards Wright, B.A. Crown 8vo, ja, 6d. cloth. 

** This Uttle volume, containing such a large amouiU of good sense in so nnatl a compass, ought 
to recommend itsdf to every Inewery pupil sad many who have passed that stMgnl'— Brewers^ 
Guardian. 

“ The book is very dearly written, and the author has successfully brought his scientific know- 
ledge to bear upon the various processes and details of hsmwiog,"— Brewer, 

Wood Bngraving. 

4 PRACTICAL MANUAL OF WOOD ENGRAVING. With 
a Brief Account of the History of the Art. By Wxx^liam Norman Brown. 
With nnmerons Illustratioiis. Crown 8yo, 35. cloth. 

** The author deals with the subject in a riiorottghly practical and easy aeries of renreaentatf ve 
lessons. and Prints Trades' youmal. 




INDUSTRIAL AND USEFUL ARTS, 




Electr^yais of Qold^ Silver^ Copper^ 

ELECTRO-DEPOSITION : A Practical Treatise on the Electrolysis 
of Gold, Silver, Copper, Nickel, and other Metals and Alloys, With descrip- 
tions of Voltaic Batteries. Magnets and Uynamo-Electnc Machines, Ther- 
mopiles, and of the Materials and Processes used in every Department of 
the Art, and several Chapters on ELECTRO-METALLURGY, By Al.bx- 
AKDBjft Watt, Author of *' Electro-Metallurgy,” ” The Art of Soapmaking.” 
&c. With numerous lllnstfSLtions. Crown 8vo, xas. 6d., cloth. 

** Evidently written by a practical man who has spent a long period of time in electro<p}ate 
workshops. The information given respecting the details of workshop manipulation is remarkably 
complete. . . . Mr. Watt's book will prove of great value to electro.deposltors, jewellers, and 
various other workers in metal.” — Nature. 

* ** Eminently a book for the practical worker in electro-deposition. It contains minute and 
practical descriptions of methods, processes and materials as actually pursued and used in the 
workshop. Mr. Watt's book recomoiends itself to all interested in its subjects. — hug^neer. 

Contains an enormous quantity of practical information; and there are probably few items 
omitted which could be of any possible utility to workers in galvano-pl^sty. As a pra lical manual 
the l>ook can be recoiuniended to all who wish to study the art ol electro-deposition.”-— 
Nechanie. 


JElectr opiating^ etc* 

ELECTROPLATING : A Practical Handbook, By J. W. Urqu- 

HART, C.E. With numerous Illustrations. Crown hvo, ss. cloth. 


The information given appears to be based on direct personal knowledge. . . Its science 
is sound and the style is always clear.” — Athenaum. 

Electrotyping f etc, 

ELECTROTYPING : The Reproduction and Multiplication of Print- 
ing Surfaces and Works of Art by the Electro- deposition of Metals. By J. W, 
U RQUHAB r, C.E. Crown 8vo, 5s. cloth. 

“The book is thoroughly practical. The reader is. therefore, conducted through the leading 
aws of electricity, then through the metals used by electrotypers, the apparatus, and the depositing 
processes, up to the final preparation of the work.” — Art youmal. 

“ We can recommend this treatise, not merely to amateurs, but to those actually engaged in the 
trade."— CA<w»«»/ News. 


Electro^MetaUurgy, 

ELECTRO-META LL URG Y ; Practically Treated. By Alexander 
Watt, F.R.S.S.A. Eighth Edition, Revised, with Additional Matter and 
Illustrations, including the most recent Processes. x2mo, 3s. 6d. cloth boards. 
“From this liook both amateur and artisan may team everything necessary for the successful 
prosecution of electroplating." — (rou, , 


Oold»mithH^ Work, 

THE GOLDSMITH *S HANDBOOK, By George E. Gee, 

Jeweller, &c. Third Edition, considerably h-nlarg^. i2mo, 3s. 6d. cloth 
TOards. 

“A good, sound, technical educator, and will be generally accepted as an authority. It is 
essentially a book for the workshop, and exactly fulfils the purpose intended, —liorolog%cal 


speedily become a standard book which few will care to be without.”— yimv/Zw and 
Metalworktr. 


Silversmiths^ Work, 

THE SILVERSMITH'S HANDBOOK, By George E. Gee. 
Jeweller, &c. Second Edition, Revised, wah numerous Illustrations. lamo 
3s. Gi. cloth boards. . ^ 

"The chief merit of the work is Its practical character. . , The workers in the trade wiU 

apeedily discover Its merits when they sft down to study it.^ Necnamc. ^ ^ 

work forms a valuable sequel to the authors ‘uoldsmiths Handbook. —StiversmUhs 

Trade yourttat, , ,, . j • 

♦** The above two works together, strongly half-bound, price 7s. 

Textile Manufacturers^ Tables. 

UNlVBRyAL TABLES OF TEXTILE STRUCTURE, 
For the use of Manufacturers in every branch of Textile Trade. By Josbph 
Sduonoson. Oblong folio, strongly bound in cloth, price 7 s. 6d. 

Wr These Tables provide what has long been wa.ited, a 
of adiusiinr varns to ** reeds ” or ** setts,** or to ** picks or 

so il^fal/f^ may be made of varying weights or fineness, but having the same 
tharacter and proportions. 





ISir ** WEALE'S SERIES includes Text-Books on almost every branch of 
Science and Indnstry, comprismg snch subjects as Agriculture. Architecture 
and Building. Civil Engineering. Fine Arts. Mechanics and Mechanical 
Engineering, Physical and Chemical Science, and many miscellaneous 
Treatises. The whole are constantly undergoing revision, and new editions, 
brought ^ to the latest discoveries in scientific research, are constantly 
i8«Mtd. Ine prices at which they are sold are as low as their excellence is 
assured.'*— Aiwsriean Literary Gazette^ 

** Amongst the literature of technical education, Wb alb’s Sbribs has ever 
enjoyed a nigh reptitation, and the additions being made by Messrs. Crosby 
Lockwood & Co. render the senes even more complete, and bring the infor- 
mation upon the several subjects down to the present time.”— Afimng 
JoumaL 

** It is not too much to say that no books have ever proved more popular 
with, or more useful to, young engineers and others than the excellent 
treatises comprised in Wbalb’s Sbribs.” — Engineer, 

**The excellence of Wealb’s Series is now so well appreciated, that it 
would be wasting our space to enlarge upon their genem usefulness and 
value.’*— 

** WEALE’S SEklES has become a standard as wall as an unrivalled 
ooUeotion of treatises in all branches of art and science.”— Pwhlis Opinion, 


PHILADELPHIA, 1876. 
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